Google 



This is a digital copy of a book that was preserved for generations on library shelves before it was carefully scanned by Google as part of a project 

to make the world's books discoverable online. 

It has survived long enough for the copyright to expire and the book to enter the public domain. A public domain book is one that was never subject 

to copyright or whose legal copyright term has expired. Whether a book is in the public domain may vary country to country. Public domain books 

are our gateways to the past, representing a wealth of history, culture and knowledge that's often difficult to discover. 

Marks, notations and other maiginalia present in the original volume will appear in this file - a reminder of this book's long journey from the 

publisher to a library and finally to you. 

Usage guidelines 

Google is proud to partner with libraries to digitize public domain materials and make them widely accessible. Public domain books belong to the 
public and we are merely their custodians. Nevertheless, this work is expensive, so in order to keep providing tliis resource, we liave taken steps to 
prevent abuse by commercial parties, including placing technical restrictions on automated querying. 
We also ask that you: 

+ Make non-commercial use of the files We designed Google Book Search for use by individuals, and we request that you use these files for 
personal, non-commercial purposes. 

+ Refrain fivm automated querying Do not send automated queries of any sort to Google's system: If you are conducting research on machine 
translation, optical character recognition or other areas where access to a large amount of text is helpful, please contact us. We encourage the 
use of public domain materials for these purposes and may be able to help. 

+ Maintain attributionTht GoogXt "watermark" you see on each file is essential for in forming people about this project and helping them find 
additional materials through Google Book Search. Please do not remove it. 

+ Keep it legal Whatever your use, remember that you are responsible for ensuring that what you are doing is legal. Do not assume that just 
because we believe a book is in the public domain for users in the United States, that the work is also in the public domain for users in other 
countries. Whether a book is still in copyright varies from country to country, and we can't offer guidance on whether any specific use of 
any specific book is allowed. Please do not assume that a book's appearance in Google Book Search means it can be used in any manner 
anywhere in the world. Copyright infringement liabili^ can be quite severe. 

About Google Book Search 

Google's mission is to organize the world's information and to make it universally accessible and useful. Google Book Search helps readers 
discover the world's books while helping authors and publishers reach new audiences. You can search through the full text of this book on the web 

at |http: //books .google .com/I 






tj 



f 



IS 



''] 



NOTES ON BUILDING CONSTRUCTION 



PART I. 
FIRST STAGE OR ELEMENTARY COURSE. 



NOTES ON BUILDING CONSTRUCTION 

Arranged to meet the requirements of the Syllabus of the Science and Art 
Department of the Committee of Council on Education, South 
Kensington. 

In Four Parts. Medium Stw. Sold separately. 

Part L — ^First Staere, or Elementary Ck>urBe. With 552 Illustrations, 
lor. 6</. 

Part IL — Second Stagre, or Advanced Course. With 479 Illusira- 
tions, lor. dd. 

Part nL — ^Materiala Course for Honours. With 188 Illustrations, 
2 1 J. 

Part IV. — Calculations for Buildlncr Structures. Course for 
Honours. With 597 Ulustratiotts. 



Official Rbpokt on the Examination in Building Constkuction, held by thb Science 
AND Art Department, South Kensington, in May 1875.— "The want of a text- book in this 
subject, airanged in accordance with the published Syllabus, and therefore limiting the students and 
teachers to the prescribed course, has lately been well met by a work published by Messrs. Rivingtons, 
entitled ' Notes on Building Construction.* '* 
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' Those things which writers of elementary books generally pass over are here explained with 
minuteness. . . . Altogether the book is one which it is a pleasure to recommend. Its primary 
object may be to support the Science and Art Department, but it will be found to be of wider use ; and 
if the parts which are to follow are prepared as carefully as this is, the * Notes on Building Construe- 
tioa/ will far surpass any work of the kind hitherto published." — Architect. 
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Something of the sort was very much needed. . . . The whole series when published will 
be a great boon to young students." — Builder. 

" One of the most sensible and really reliable aids to students of construction we have seen for a 
long time. If the remaining Parts are up to the standard successfully aimed at in Part I., the work 
cannot fail to become the standard text-book for students."— ^iwVi/fff'^ News, 

" It very rarely happens that explanations are given with such clearness as those in ' Notes on 
Building Construction,' and the dullest student cannot fail to grasp the idea intended to be conveyed. 
. . As a work of reference it will at once take a leading place." — Builder's Weekly Reporter, 

" Certainly the four parts will, judging from the first, form the best text-book on the subject ex- 
tant."— ^m/^/mA Mechanic, 

" The work throughout is got up in the most admirable style, and is profusely illustrated with 
well-drawn engravings." — Timber Trades* loumaL 

"The whole will form a compendious series of voliimes of very great value to 'practical' men. 
The text is prepared in an extremely simple and consecutive manner, advancing from rudimental 
and general statements to those which are comparatively advanced ; it is a thoroughly coherent self- 
sustained account. . . . We can testify that its contents justify the promises of the tide, that we 
have missed nothing which we looked for and had a right to expect would be included in the 
volume." — A thenaum. 
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PREFACE TO THE SECOND EDITION, 

nPHESE Notes have been prepared primarily in order to 
assist students preparing for the examinations in 
Building Construction held annually under the direction 
of the Science and Art Department. 

It is hoped that they may be found useful by others 
engaged in designing or erecting buildings. 

The following Syllabus of the Science and Art Depart- 
ment has been taken as a guide in the arrangement of the 
Notes, and in determining the subjects to be treated upon. 

SYLLABUS.1 

Subject III. — Building Construction, 

A larger number of questions will be set in the examination papers 
for the Elementary and Advanced stages, than the candidate will be 
allowed to attempt, so that he will, to a certain extent, be able to show 
his knowledge in such branches as he may, from circumstances, have 
paid special attention to. 

FIBST STAGE, OB ELEMENTABY COUBSE. 

It is assumed that the student has already mastered the use of 
the following drawing instruments : — rulers, ordinary and parallel ; 
ruling pen, compasses, with pen and pencil bow-sweeps, as well as the 
construction and use of simple scales, such as 1, 2, 3, or more feet to 
the inch, showing inches; or such as J, J, J, §, 4, |, or other frac- 
tion of full size, or of any given scale or drawing : and the meaning 
of such terms as plan, elevation (front, back, or side), section, sectional 
elevation. 

He should understand the object of bond in brickwork, i.e., English 

* Taken firom the Directory of the Science and Art Dei>artment of the Committco 
of ConncU on Education. Edit. 1890. 
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bond, Flemish bond, or English bond with Flemish facing, and how it 
is attained in walls up to three bricks thick, in the following instances, 
viz. — footings with offsets, angles of buildings, connection of external 
and internal walls, window and door openings with reveals and square 
jambs, external gauged arches (camber, segmental, and semicircular), 
internal discharging arches over lintels, and inverted arches. 

He should know where to put wood bricks, or plugging, and their 
use ; the construction and uses of brick corbelling, and the construction 
of trimmer arches in fireplaces. 

He should be able to give sections and elevations to scale of the 
following kinds of masons' work, viz. — ^uncoursed and coursed rubble, 
block in course, and ashlar, with their bond, and the proper dimensions 
of the stones, as to height, width of beds, and length ; and of the fol- 
lowing dressings, viz. — ^window sills, window and door jambs, plain 
window and door heads, door steps, string courses, quoins, copings, 
* common cornices, blocking courses; and of the following methods 
of connecting stones, viz. — by cramps, dowels, joggles, and lead 
plugs. 

He should be able to show how to join timbers by halving, lapping, 
notching, cogging, scarfing, fishing, and mortise and tenon ; as applied 
to wi^ll plates, roof timbers, floors, ceilings, and partitions. 

He should be able to draw, from given dimensions, couple, collar, 
and king-post roofs, showing the details of the framing and of the iron- 
work. 

He should be able to draw, from given dimensions, single, double, 
and framed floors, with or without ceilings beneath them ; showing 
modes of supporting, stiffening, and framing the timbers, trimming 
round hearths and wells of stairs ; also floor coverings of boards or 
battens, rebated and filleted, ploughed and tongued, and laid folding, 
¥rith straight or broken joints, bevelled or square heading joints. 

He should be able to draw in elevation, from given dhnensions, a 
framed partition with door openings. 

He should be able to draw in elevation, and give vertical and hori- 
zontal sections of, solid door frames and window frames. 

He should be able to describe, by drawings, headings of diflferent 
kinds, dovetailing, cross-grooving, rebating, plough-grooving, chamfer- 
ing, rounded nosing, and housings. 

He should be able to draw in elevation, and give vertical and hori- 
zontal sections of, the following doors, viz. — ledged, ledged and braced, 
framed and braced, panelled, and the mode of putting them together, 
position of hinges and fiu-niture ; as well as to describe, by drawing, 
the following terms as applied to panelled doors, viz. — square and flat, 
bead butt, bead flush, moulded, all on one or both sides. 

He should be able to draw in elevation, and to give vertical and hori- 
zontal sections of, the following window sashes and frames, viz. — single 
or double hung sashes with square, bevelled, or moulded bars, and cased 
frames ; casement sashes hung to solid frames, with method of hanging 
and securing in each case. 
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He should be able to show, in elevation and section, the lead work 
connected with chimneys, ridges, hips, vaUeys, gutters, and lead flats. 

He should be able to give an elevation and section of the slating of 
a roof laid with duchess or countess slates on boards or battens. 

He should be acquainted with the proper cross section for cast-iron 
beams for use in floor girders or bresaummers, or as cantilevers ; and 
be able to draw such a section in its right proportions from given 
dimensions of flanges. 

He should be able to draw in elevation, from given dimensions and 
skeleton diagrams, ordinary iron roofs up to 40 feet span, showing the 
sections of different parts, and methods of connecting them. 

SECOND STAQE, OB ADVANCED COirBSE. 

In addition to the subjects enumerated for the Elementary Course 
— in all of which questions of a more complicated nature may be 
set, combining work done by the different trades — the knowledge of 
the students will be tested under the following heads, viz. — 

Ist. Freehand sketches explanatory of any details of construction, 
such as the joints of iron and wooden structures, and other parts 
requiring illustration on an enlarged scale. These sketches may be 
roughly drawn, provided they are clear and capable of being readily 
understood. 

2d. The nature of the stresses to which the different parts of simple 
structures are subjected, as follows : — 

In the case of beams either fixed at one or both ends, or supported 
or continuous, the student should know which parts of the beam are 
in compression and which in tension. 

He should be acquainted with the best forms for struts, ties, and 
beams such as floor joists, exposed to transverse stress. 

He should know the difference in the strength of a girder carry- 
ing a given load at its centre, or uniformly distributed. 

In the ordinary kinds of wooden or iron roof trusses, and framed 
structures of a similar description, he should be able to distinguish the 
members in compression from those in tension. 

He should be able, in the case of a concentrated or uniform load 
upon any part of a beam supported at both ends, to ascertain the 
proportion of the load transmitted to each point of support 

3d. The nature, application, and characteristic peculiarities of the 
following materials in ordinary use for building purposes, viz. — 

Bricks of different kinds in common use, York, Portland, Caen, and 
Bath stones (or stones of a similar description), granite, pure lime, 
hydraulic lime, Portland and Soman cement, mortars, concretes, grouty 
asphalte, timber of different kinds in common use, cast and wrought 
iron, lead. 

4th. Constructive details, as follows : — 

The ordinary methods of timbering excavations, such as for founda- 
tions to walls, or for laying down sewers ; the erection of bricklayers' 
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and masons' scaffolding ; the construction of travellers ; the use of piles 
in foundations, hoop-iron bond in brickwork, diagonal and herring-bone 
courses in ditto, damp-proof courses, bond timber in walls and the 
objections to it. 

He should know how bricks are laid in hollow walls, window or 
door openings with splayed jambs, flues, chimneys, fireplaces, and 
arches up to about 20 feet span ; how mortar joints are finished off, 
and the thickness usually allowed to them; why bricks and stones 
ought to be wetted before being laid. 

He should be acquainted with the construction of brick ashlar 
walls, rubble ashlar walls, stone stairs, wooden stairs (both dog-legged 
and open newel), skylights, fire-proof floors (such as brick arches sup- 
ported on rolled or cast-iron girders. Fox and Barrett's, and Dennett's 
patent concrete floors), circular and egg-shaped drains, roofs of iron or 
wood for spans up to 60 feet ; the fixing of architraves, linings, and 
skirtings to walls, shutters to windows, lath, plaster, and battening to 
walls, roof coverings of tiles and zinc, slate ridges and hips. 

Written answers will be required to some of the questions. 

EXAMINATION FOB HONOUBS. 

The candidate will have to furnish a design for a building, or part 
of a building, in accordance with given conditions ; which design he 
will be allowed to draw out at his own home. 

He will be called upon to answer in writing — illustrated by 
sketches, either freehand or to scale, as directed — questions on all the 
subjects previously enumerated for the Mementary and Advanced 
courses. 

He must possess a more complete knowledge of building materials, 
their application, strength, and how to judge of their quality ; and in 
the case of iron, of the processes of manufacture, and the points to be 
attended to in order to ensure sound castings and good riveting. 

He must be able to solve simple problems in the theory of construc- 
tion, and to determine the safe dimensions of iron or wooden beams 
subjected to dead loads. 

In ordinary roof trusses and framed structures of a similar descrip- 
tion, he must be able to trace the stresses, brought into action by 
the loads, from the points of application to the points of support, as 
well as to determine the nature and amount of the stresses on the 
different members of the truss, and,' consequently, the quantity of 
material required in each part. 

In ordinary walls and .retaining walls, he must be able to ascertain 
the conditions necessary to stability, neglecting the strength of the 
mortar. 
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In these Notes the subjects of the above Syllabus are 
divided as follows : — 

Paut I. treats on all the points laid down as necessary 
for the examination in the First Stage, or Elementary 
Course. 

Part II. contains further instruction on the same 
subjects, and includes all that is required by the Syllabus 
for the Second Stage, or Advanced Course. 

Part III. furnishes full particulars regarding the ma- 
terials used in building and engineering works, including 
all the information on this subject that is required for 
Honours. 

Part IV. explains and illustrates the problems involved 
in the theory of construction of buildings and their appU- 
cation in practice, and will contain all that a student can 
require to prepare himself for the examinations on this 
subject for Honours. 

The art of designing buildings from given conditions 
must be studied in works specially devoted to that subject. 

In order to make these Notes useful to students through- 
out the country, many of the Scotch and Irish technical 
terms, where they differ from those in ordinary use in 
England, have been given in footnotes. 



NEW AND REVISED EDITION, 1891. 

The following are the principal additions or alterations 
that have been made in this edition. 

Chapters on Riveting, Centres, Built-up Beams, ai^d 
Plate Girders have been revised, and transferred to this 
Volume from Part II. 
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The remaining chapters have also been revised and 
added to ; much of that upon Iron Roofs has been rewritten, 
and 7 Plates have been added to it, giving reduced copies 
of the contract drawings for some recently constructed 
roofs. A Plate has also been added to Chapter VII. giving 
the contract drawings for a plate girder to support a 
workshop floor. 



NOTES ON BUILDING CONSTRUCTION. 

Note to Part /. 

In considering tho subject of Building Construction, the most 
natural and convenient course would, perhaps, be first to describe 
the materials in use for building, and then to explain the forms 
and methods in which they are used. 

As these Notes, however, are intended to aid in preparation for 
a particular Course, the order of subjects laid down in tiie Syllabus 
for that Course will be followed as nearly as possible, and the 
description of materials will therefore be left for Parts II. (Advanced) 
and III. (Honours). 

It is hoped that the student will find that the very slight 
general knowledge of building materials which he must be 
assumed to possess, will enable him to understand all that is 
brought before him in this Part. 

The writer of these Notes has endeavoured as far as possible 
to acknowledge lus indebtedness, wherever he has taken informa- 
mation or illustrations from any published works. It has been 
impracticable to do this in every case, and it would be difficult to 
give a long list of all the authorities consulted. 

Special mention should, however, be made of the works named 
below, whence much assistance has been derived, and to which the 
student may be referred for more extensive information regarding 
the subjects herein treated upon. 

Adam's Designing Wrought and Cast Iron Structures. 

Dempsey's Builder's Guida 

Gwilt's Encyclopcedia of Architecture. 

Hurst's Architectural Surveyor's Hand-Book. 

Laxton's Examples of Building Construction. 

Matheson's Works in Iron. 

Molesworth's Pocketbook of Engineering Formulae. 

Newland's Carpentei^s and Joiner's Assistant. 
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Nicholson's Works. 

Pasley's Practical Architecture (Brickwork). 

Eankine's Civil Engineering. 

Reed on Iron Shipbuilding. 

Seddon*s Builder's Work. 

Tredgold's Carpentry (1870 edition); also a new, valuable, 

and greatly extended edition by Mr. Hurst, C.K 
TJnwin's Wrought-Iron Bridges and Roofs. 
Wray's Application of Theory to the Practice of Construction 

(revised by Seddon). 
The Professional Journals. 

Caidion, — Some of the drawings, which appear to be isome- 
trical projections, must not be measured to scale, as they are pur- 
posely distorted in order to bring important points into view. 
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Chapter I. 

WALLING AND ARCHES. 

WALLS. 

General Bexnarks. — ^Walls^ are required as boundaries, to 
retain earth or water ; or, in buildings, to support the roof and 
floors, and to keep out the weather. 

They are generally built either of brick or stone, and will be 
considered more in detail under the heads of " Brickwork " and 
" Masonry '* respectively. The following points, however, should 
be attended to in walls of every description : — 

The whole of the walling of a building should be carried up simultaneously ; 
no part should be allowed to rise more than about 3 feet above the rest,^ 
otherwise the portion first built will settle down and come to its bearings 
before the other is attached to it, and then the settlement which takes place 
in the newer portion will cause a rupture, and cracks will appear in the 
structure. If it should be necessary to carry up one part of a wall before 
the other, the end of the portion first built should be " racked back " — that 
is, left in steps, each course projecting farther than the one above it 

Work should not be hurried unless done in cement, but given time to take 
its bearings gradually. 

New work built in mortar should never be bonded to old, until the former 
has quite settled down. Then bonds may be inserted if required. 

As a rule, it is better that the new work should butt against the old, 
either with a straight joint visible on the face, or let into a chase, ^ so that 
the straight joint may not show ; but if it be necessary to bond them to- 
gether, the new work should be built in a quick-setting cement, and each 
part of it allowed to haiden before being weighted. 

Even after walls are completed, they are likely to crack if unequally 
loaded. 

The walls of a building are as a rule vertical, in which case each course 
should be laid level in every direction. In inclined or " battering " walls 
the courses should be at right angles to the pressure upon them. 

Bond * is an arrangement of bricks or stones placed in juxta- 

^ 8c Dykes, ^ A scafTold height is sometimes made the limit. 

* Sometimes caUed a slip joint. ^ Sc. Band. 

B.C. 1 B 
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position, so as to prevent the vertical joint between any two bricks 
or stones falling into a continuous straight line with that between 
any other two. 

This is called " breaking joint," and when it is not properly 

carried out — that is, when 
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yy two or more joints do fall 
^^ into the same line, as at 



w ^ y — they form what is 
called a straight joint. 
Straight joints split up 



^- ^' and weaken the part of 

the wall in which they occur, and should therefore be avoided. 

A good bond breaks the vertical joints both in the length and 
thickness of the waU, giving the bricks or stones a good lap over 
one another in both directions, so as to afford as much hold as 
possible between the different parts of the wall. 

A further effect of the bond is to distribute the pressure which 
comes upon each brick over a large number of bricks below it. 
Thus in Fig. I there is a proper bond among the bricks forming 
the face of the wall, and the pressure upon the brick A is com- 
municated to every brick within the triangle ABC. 

A defective bond, either in brickwork or masonry, may look very well 
upon the face, as in Fig. i, where the bricks regulariy break joint vertically, 
but in which there is no bond whatever across the thickness of the wall, 
which it will be seen is really composed of two distinct slices of brickwork, 
each 4^ inches thick, and having no connection with one another, except 
that afforded by the mortar. 

To avoid this defect, the bricks or stones forming a wall are not all laid 
in the same direction as in Fig. i, but some are laid parallel to the length 
of the wall, and others at right angles to them, so that the length of one of 
the latter overlaps the width of two below it. 

Headers^ are bricks or stones whose lengths lie across the 
thickness of the wall, the ends (or " heads ") of those in thin 
walls, or in the outsides of thick walls, being visible on the face 
and back. 

Stretchers ^ are bricks or stones which lie parallel to the length 
of the wall, those in the exterior of the work showing one side in 
the face of the wall. 

Precautions in building, — It is most important that the construction of a 
^all should be uniform throughout, or that care should be taken, by using 

^ Some consider these names as peculiar to brickwork ; they are often used, 
however, in masonry, for stones placed as described. So. for ''Header" and 
*' Stretcher " in masonry is Inbond and OtUbond. 
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quick-settmg cement, to prevent the unequal settlement that will otherwise 
take place. The evils caused by neglecting these precautions will be more 
fully entered upon in the Advanced Ck>ur8e, Part II. 

The bricks or stones used for walling or arches should be well wetted 
before use, not only to remove the dust which would prevent the mortar 
from adhering, but also to prevent the bricks or stones from absorbing the 
moisture from the mortar too quickly. 

In building upon old or dry work, the upper surface should be swept 
clean and wetted before the mortar is spread upon it to form the bed for the 
new worL 

Neither brickwork nor masonry should ever be carried on while frost 
exists, or when it is likely to occur before the mortar is set 

If it is necessary to go on with the work at such a time, it must be covered 
up with straw or boards every night 

ARCHES. 

An arch is an arrangement of blocks supported by their mutual 
pressure on each other (caused by their own weights), and also by 
the pressure of the outer blocks on the solid bodies from which 
the arch springs. 

The blocks may be of stone or brick, cut to wedge shapes, or 
"of moulded brick, terra-cotta, concrete, or any material which 
will bear compression, so that their sides radiate from the centre, 
except in rough work, when the sides may be left parallel, the 
radiation being obtained by wedge-shaped mortar joints. 

The following technical terms are used in connection with 
arches : — 

Names of Parts (see Fig. 2). — The intrados or soffit is the 
under surface of the arch. 

The extrados or back is the outer surface. 

The face is formed by the ends of the voussoirs, which are 
visible in the plane of the face of the wall or other structure in 
which the arch is formed. 

The springing is the point s on each side from which the arch 
rises or "springs." 

The springing Him ^ is the line from which the arch springs — 
that is, the intersection of the arch with the body that supports it. 

The crown is the highest point of the arch. 

The haunches are the sides of the arch from the springing about 
half-way up towards the crown. 

The spandrils are the spaces directly over the extrados, and 
under the horizontal line drawn through the crown. 
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The line connecting the points of springing is sometimes called the tpringing line. 
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Ahvimmis are the bodies supporting the aich, and from wMcIi 
it springs. 

I 



Fig. 2. Farts of an Ardi. 

This term is, however, technically applied rather to the outer 
support of the last of a range of arches, to distinguish it from the 
intermediate supports or " piers." 

Piers are supports from two or more sides of which arches spring. 
Jambs are the sides of piers or abutments. 
Voussairs (vvv, Fig, 2) are the blocks forming the arch, and 
supported by theii mutual pressures. 

The key is the centre voussoir at the crown, 
Skewhacka are the upper surfaces of the abutments or piers 
from which an arch springs, and are so formed as to radiate from 
the centre. 

Springers are the top stones of the pier or abutment from 
which the arch springs (S in Fig, 3). 

The plinth is the lowest stone of the 
pier or abutment (P in Fig. 3). 

The impo^ is a projection, frequently 
moulded, forming the capital of the pier 
from wbieli the arch springs (I in Fig. 3). 
The span is the horizontal distance 
from springing to springing spanned by 
the arch. 

The rise is the vertical height from 
the line joining the springings to the 
Fig. 3. soffit at the crown. 

The length, sometimes called the depth, is that of the line from 
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which the arch springs, or of the crown, or of any line parallel 
to these. 

Ring courses are those parallel to the face of the arch. 

String covArses are those at right angles to the face and in the 
direction of the length. 

Heading joints are those between the stones of the ring courses. 

Coursing joints are those between the stones of the string courses. 

Different forms of Arch (PL I.) — A Semicircuiar or Semi-arch 
is one of which the soflBt line is a semicircle (Fig. 4), 

A Segmental arch has an arc less than a semicircle for the 
curve of the sofl&t (Fig. 5). It is sometimes called a Scheme arch. 

An Elliptical arch has a Bemi-ellipse for the curve (Fig. 6). Such an arch 
is necessary where there is a vide span, and but little height allowable. 

A Parabolic arch has a parabolic soffit, and is used when vertical space 
greater than the span is required within the arch (Fi^ 7). 

Pointed arches are made up of circular arcs, of which two inteisect so as to 
form a pointed crown or apex. 

There are several forms of pointed arches. Fig. 8 shows one which is 
known as the Equilateral arch. 

A Stilted arch (Fig. 9) is one that does not spring directly from the imposts 
but is raised, as it were, upon stilts for some distance above them. 

A Trumpet arch (Fig. 10), sometimes called a Fining Arch, is one in which 
the opening at one end is larger than that at the other, so that its interior 
is of a conical or trumpet shape. 

A Skew or Oblique arch (Figs. 12, 13) is one of which the axis or centre 
line is oblique to the face. 

Groined arches ^ are those which intersect one another. Fig. 1 1 shows a 
semicircular arch of 20' span intersected by semicircular arches of 20' and 
16' span respectively. The intersection or groin formed by the two 20-feet 

arches is shown by the line ajb, 
that of the 20-feet and the 1 6-feet 
arch by the line kli. 

The seven descriptions of 
arches last mentioned do not 
come within the limits of this 
course. 

A Straight arch is shown 

in Fig. 14. The voussoirs 

radiate towards the centre c, 

found by describing an equi- 

Fig,i4. straight Arck. lateral triangle upon a 6. 

This arch, though apparently flat on the soffit, is not really so, being built 




' Or Groined vaulting. 
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with a slight " camber," or rise of about ^ or ^ inch to every foot of span. 
The extradoe of the arch is sometimes given about half the camber of the 
soffit, in order to prevent it from being hollow when the arch settles. 

There are other rules for drawing a straight arch, which, however, it is 
imnecessarj to give in these Notes. 

Camber arch is a name sometimes applied to the arch just 
described, or sometimes to arches with a slightly greater rise, 
such as 1 inch per foot of span. 

Discharging arches,^ or Believing arches, are those which are 
turned over lintels, or over any parts of a structure which it is 
desired to relieve of weight, so as to relieve them from the weight 
of the wall above. See Figs. 99, 143, and others. 

Inverted Arches are like ordinary arches, but are built with 
the crown downwards. They are generally semicircular or seg- 
mental in section, and are used chiefly in connection with founda- 
tions, under which head they will be further considered in Part 
11. 

PARTS OF WALLS. 

Footings ^ are projecting courses formed at the bottom of a wall 
so as to distribute its weight over a larger area. They will be more 
particularly described in connection with foundations. 

Quoins are the external angles or comers of buildings. The 
name is also applied to the blocks (of stone or bricks) with 
which those angles are formed. They should, if possible, be built 
more strongly than the rest of the walling, and are frequently so 
worked as to be more conspicuous. 

Salient external angles of buildings which are greater or less 
than right angles are termed Squint Quoins. Similar re-entering 
angles are called Birds* Mouths, 

A Coping ^ is a course placed upon the top of a wall to pre- 
vent wet from entering and soaking into the masonry (see Fig. 
128 and others). 

It should, therefore, be of an impervious material, containing 
as few joints as possible, and should be set in hydraulic mortar or 
cement. 

The upper surface should be "weathered"* (see Fig. 131) or 
sloped (see Fig. 129), so as to throw off the rain. 

The coping should project a little over the wall on both sides ; 
and should be " throated " * (see Fig. 131), so that the wet may 
fall clear of the wall. 

^ Sc. Saving Arches. ' Sc. Scq.reefMiU$. ' Sc. Cope. * See Note, p. 51. 
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Brick and stone copings differ considerably in their con- 
struction, the details of which will be entered upon in Chap. 
IL 

A Cornice is a large moulded or ornamental course at the top 
of a wall, and is of the nature of a coping.* The name is applied 
rather to the upper member of a principal wall in a building ; 
whereas a coping generally surmounts a detached or less important 
wall. 

Fig. I S shows a cornice at C, and more detailed examples will 
be found in Figs. 1 18, 147, and others. 

A Blocking Course is a course of stone placed on the top of a 
cornice to add to its appearance, and, by its weight, to steady the 
cornice, and prevent its tendency to overbalance. 

The blocking course in Fig. 1 5 is marked 
B ; and sections of a similar blocking 
course will be found in Figs. 329, 476, 
etc. 

The name is also sometimes applied 
to a thick string course. 

A Parapet Wall is a low wall running 
along the edge of a roof gutter or high 
terrace, to prevent people from falling 
over. See Figs. 322, 469, etc. 

A Balustrade is a similar construction, 
but lightened by being broken into 
balusters, as shown in Fig. 148, p. 55. 

An Eaves Course is a projecting course 
formed under the lower edges of the 
slopes of a roof (the eaves), either merely 
for ornament, or to support a gutter. 
_ See Figs. 321, 365. 
Fig. 16. This, and any other course that pro- 

jects over the wall, is called a sailing course, and should be 
throated to keep the wet off the wall below. 

The Plinth ^ is a projecting base to a wall, which increases its 
stability; when not required for this purpose it is nevertheless 
sometimes added for the sake of appearance. 

The kind of plinth varies greatly, according to the style of the 
building — from a plain offset in the thickness of the wall, to a 
most elaborate and highly ornamental base. 

^ Sc. Intake, 
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The upper surface of the projection of the plinth should be 
formed so as to throw off the rain. 

In common buildings, with low walls, the plinth is generally 
omitted. 

The plinth in Fig. 1 5 is marked P ; see also Fig. 122. 

The String Course is a horizontal course (see Fig. i 5), often of 
stone, carried round a building, chiefly for ornament. If, however, 
the stones are well connected together, it forms a strong band 
round the waUing, and is a source of strength. 

The siUs or lintels of windows are frequently continued 
throughout the length of the building, so as to form a *' Sill 
course or Lintd course," 

The string courses in Fig. 1 5 are marked S and S^ ; the latter 
may, in some cases, form part of the cornice, and is then called a 
Necking, 

Corbelling. — In many cases it is necessary to project certain 
courses of a wall beyond the face, in order to support wall plates, 
(Figs. 1 19, 287), for ornament in cornices (Fig. 1 18), to gain in- 
creased base for a chimney or wall above (as in Fig. 473), or in 
" gathering ^ over," or reducing an opening where an arch cannot 
easily be turned. 

This is done by corbelling or projecting each course beyond 
the one last laid. If the weight to be carried is veiy great, the 
portion corbelled out will be proportionately deep, and the pro- 
jection of each brick or stone should never be greater than \ of 
its bearing on the course below. The whole of the work cor- 
belled out should not project more than the thickness of the wall 
from which it is corbelled out. 

APERTUEES IN WALLS. 

The apertures requited in walls are chiefly those for doors and 
windows. 

Heads. — ^Each opening is generally closed at the top, either 
by an arch, as shown in Figs. 94, 98, 525, 549, etc., or by a 
"lintel" of stone, as in Figs. 143, 542, 543, 547. 

In many cases the head is of an ornamental character, weak in 
itself, and requires to be protected from undue pressure by a 
relieving arch, as described at page 52. 

Jambs. — ^These are the sides of the openings, and may either 

^ Sc. for "gatherings" — Incomes or Oncomes. 
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be square, or formed with recesses to receive the frame for the 
door or window. 

Beyeals^ are the portions of 
the sides of the openings left in 
front of the recesses for the 



i 





Fig. 18. BeveaX vnth Splayed Jambs, 



Fig. 16. Square Jambs, no Iteveal, /. / x • -r** o\ rm. 

* ^ frames (a b m Fig. i8). They 

are probably so called because 

they are revealed, or exposed to 

r^ IT D 7 -.1. o T X. view, whereas the rest of the 

Fig. 17. Reveal tnth Square Jamhs. . ' 

sides of the opening is generally 
hidden — the recesses by the 
frame which fits into thejn; 
and the remainder by linings. 
The jambs behind the re- 
veals may either be square, as 
in Fig. 1 7, or splayed, as in Fig. 1 8. Openings with splayed jambs 
weaken the wall more than when the jambs are square. They 
are, however, convenient in order to afford room for shutters, etc. 
The thickness of the reveal is generally from 4^ to 9 inches 
in brickwork, or from 6 to 12 inches in stone, but varies accord- 
ing to circumstances. 

Sllls.^ — The lower side of the opening is generally finished, 
both in brick and stone walls, with a sill of stone in one piece, 
and about 5 or 6 inches longer than the opening. This forms the 
base of the window, and supports the oak sill of the sash frame. 

Window Sills should be set so as to bear only on the ends, 
the intermediate portion being left quite clear, with a hollow 
space underneath, as the weight of the piers of the window will 
probably cause a greater settlement in the wall under the ends of 
the sill than under the centre, in which case the sill would be 
pressed upwards in the middle, and broken. The space is subse- 
quently pointed up. 

SiUs should project at least 2 inches over the face of the work 
and be throated so that they may keep the wet off the waU below 
them. 

Different ways of fimshing the ends of sills are shown in Figs. 

541, 542, 544, 545> 547- 

Door Sills are also of stone, in a single piece, except for 
internal doorways, where they may be of oak. 

^ The term reveal is somewhat loosel j used, and is often applied to the width a c 
required for the frame. ' So. Sole, 
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Holes are sunk in these sills to receive the studs at the foot of 
the door frama 

The sill of an external doorway is generally formed by a stone 
step (see Fig. 524). 

WOOD BUILT INTO WALLS. 

Timber should be kept out of walls as much as possible. The 
evils produced by building in large pieces of timber will be 
pointed out in Part II. It is, however, frequently necessary to 
introduce pieces of wood in walling for different purposes, in 
which case they should be as small as practicable. 

When the ends of timbers, such as girders, joints, tie-beams, 
etc., have necessarily to be built into walls, they should rest in 
chambers prepared for them, so that there may be a free circula- 
tion of air round the timber. 

Wall Plates^ are described at p. 129. They are sometimes 
built into the wall, but are there liable to the same objection, in 
a lesser degree, as bond timbers (see Part II.) 

Templates are short wall plates intended to support particular 
beams, — frequently they are of stone or iron. 

Wood LintelB are beams over openings, such as those for 
doors or windows, shown in Figs. 99, 549, etc. ; they should 
never be used without a relieving arch as shown in those figures 
(see p. 32), and they may be replaced by flat arches, as in Figs. 
525, 545, etc., or by cement concrete beams made with ashes or 
breeze from gasworks, so as to admit of the woodwork being 
nailed to them. (See Fig. 545.) 

The arches and concrete have an advantage over wood lintels, 
inasmuch as they are not liable to destruction by fire or decay. 

RuU, — Thickness of lintel in inches should be equal to span in feet ; that 
is, thickness of lintel = -^ span, or some take it « ^ span. The ends 
of the lintel should, as a rule, bear 9 inches on the walls, but A\ 
inches' bearing is often considered sufficient. 

Bressnmmers are beams, either of wood or iron, spanning wide 
openings, and generally supporting a wall above. 

Wood Brioks ^ are pieces of timber built into brick walls, in 
order that the necessary woodwork of the building may be 
secured to them. 

They should be of the shape of the bricks in use, and equal in 

^ Ir. TasstU, ^ Sc. Dooks, 



12 NOTES ON BUILDING CONSTRUCTION 

thickness to one of those bricks and two mortar joints, so that the 
rough surfaces of the adjacent bricks may have a firm grip on 
the wood. If wood bricks are imbedded in mortar they are 
nearly sure to become loose. 

Several examples in which wood bricks are used are shown 
throughout these notes. Fig. 96 gives the arrangement of the 
wood bricks for securing a door or window frame. 

Pallets or Wood Slips are flat pieces of wood, about 9 inches 
long, 3 inches wide, and f inch thick. They are built into the 
joints of brickwork or masonry, to fulfil the same object as wood 
bricks, and have to a great extent superseded them, as they shrink 
less, and do not leave such a gap in the wall if they decay or 
are burnt out. 

Wood Plugs are used in masonry, and sometimes in brick- 
work, for the same purpose as wood bricks. When anything is 
to be nailed to a wall, a plug should be driven in first, as the nail 
will not hold in the masonry. 

Plugs should be about 4 to 6 inches long, 1^ or 2 inches wide, 
and about ^ inch thick, and in order to give them a better hold 
on the masonry they are cut with a twist, so that the grain of 
the wood runs obliquely across their thickness, and their sides are 
not parallel but splayed and in winding. 

Great injury is often done to walls by driving wood plugs into 
the joints, as they are apt to shake the work, especially if it has 
been recently built. It is better to cut holes for the plugs in the 
solid stone or bricks. 

Examples of plugging are given in Fig. 544, and others. 

TvhViUvr bricks with Wood Plugs. — To avoid driving plugs into masonry, 
tubular bricks are sometimes built in the required positions, with plugs 
driven into the hollow spaces in their interiors. FcUlete Bricks, which have 
a rebate of dovetail-shape section formed along the upper outer edge to hold 
a fillet, are also used. 

Substitutes for Wood Bricks. — If it is desired to dispense 
altogether with wood in the walling, small double strips of hoop 
iron may be placed in the joints at every point where a nail is 
to be driven. These firmly grip the nail, which is driven in 
between them. Strips of lead may be used for the same purpose. 

Concrete Bricks, made of 6 parts breeze from gasworks and 1 
part Portland cement, a material which will allow nails to be 
driven into it, are also used as a substitute for wood bricks. 



Chapter II. 

BRICKWORK. 

GENERAL REMARKS ON BRICKWORK. 

IX order to obtain good brickwork the following points should 
be attended to. 

The bricks must be sound and well shaped, (See Part III.) 

The mortar should be of good quality (see Part III.), carefully 
mixed^ and used sti£^ 

A good bond should be preserved throughout the work, both 
laterally and transversely. All bed joints should be perpendicular 
to the pressure upon them ; that is, horizontal in vertical walls, 
radial in arches, and at right angles to the slope of battering walls.^ 

In walling, the courses must be kept perfectly horizontal, and 
the arrises plumb. The vertical joints should be directly over one 
another, — this is technically called " keeping the perpends," — if 
it is neglected the courses are overrun and "bats" become necessary. 

Joints. — The joints should all be full of mortar, close, well 
flushed up, and neatly struck or pointed as required. 

In good brickwork they should not exceed ^ inch in thickness, 
but with badly-shaped rough bricks the beds of mortar are neces- 
sarily made thicker, in order to prevent the irregularities of the 
bricks from bearing upon one another, and causing fracture. 

Both bricks and mortar-joints should be of uniform size and 
quality in aU parts of the work. 

Size of Bricks, — As stated in the chapter on materials (Part 
III.) bricks are made of diflferent sizes; but by far the most 
common in England are those about 8|^ or '9 inches long, 4^ to 
4^ inches wide, and 2^ to 2^ inches thick, which alone will here 
be treated upon. 

Bricks of all dimensions are laid on the same principles. 

^ A ** battering " wall is one which is not vertical, but built with an inclination or 
"fiotter." 
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In nearly all cases bricks built in walling are laid upon their 
sides, occupying 9 inches x 4^ inches on plan. 

A course is a horizontal slice of the wall taken between two bed 
joints, and is of a depth equal to that of a brick and one mortar joint. 

A " hat " is a broken brick, and is called a -| bat, ^ bat, etc., 
according to the proportion it bears to a whole brick. 

Headers are bricks whose lengths lie across the thickness of the 
walL Those visible on the outside of the wall each show an end 
in the face, or back. 

Stretchers are the bricks which lie parallel to the length of the 
walL Those visible on the exterior each show one side in the 
face, or back of the wall. 

Heading courses are those showing no bricks but headers in the 
face. 

Stretching courses are those containing in the face stretchers only. 

Thickness of WalL — The thickness of a wall is the distance 
from the face to back, and is expressed in terms of a brick, thus : 
— a half-brick wall is 4^ inches thick; a one-brick wall is 9 
inches thick; a brick and a half wall is 13^ inches (generally 
called 14 inches) thick, and so on. 

Depth of Courses. — It is often specified that 4 courses should 
not exceed 12 inches in height. This assumes 2^" for the thick- 
ness of each brick and ^'' for each joint. It is better however to 
specify that the depth of 4 courses should not exceed the thick- 
ness of 4 dry bricks, of the kind to be used, by more than 4 x f " 
or 4 times whatever thickness of mortar joint is decided upon. 

Bond. — The meaning of this term, and the general character- 
istics of a good bond, have been described at p. 2. 

It was there shown that a wall may appear on the face to be 

well bonded, when in fact there ia no bond 

at all between its front and back. 

Fig. 19 shows a wall composed of courses of 
headers and stretchers alternately. By this ar- 
rangement thorough bond is obtained across the 
thickness of the wall, as each header overlaps two 
stretchers ; but it will be seen that^ as the length 
of each brick is exactly twice its width, every 
alternate vertical joint coincides throughout the 
whole depth of the wall, which is thus divided 
into several independent vertical strips or piers, 
Fig. 19. having no bond or connection with one another. 

This is manifestly a weak and defective arrangement. The 
remedy for the evil is the use of " closers." 
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Fig. 20. 
WaU tnth Queen Closers, 



Gloseks are pieces of brick {ccc, Fig. 20) inserted in alternate 
courses, in order to prevent two headers from being exactly over 
each stretcher, and thus to obtain a lap. 

Queen dosers are bricks cut longitudinally in half, or specially 
made of the size and shape of half a brick. 
They are inserted next to the last bricks 
at the angles of the waU, in alternate 
courses, as at c c c. Fig. 20, and being each 
only half the width of a brick (t.e. 2\ 
inches), have the effect of causing every 
brick in these courses to be placed 2^ 
inches farther from the comer than it is 
in Fig. 19. The bricks of the inter- 
mediate courses remain in the position 
shown in that figure, and the consequence is that the vertical 
joints of the courses containing closers, instead of coinciding with 
those of the courses above and below, are 2^ inches beyond 
them in every case, and thus straight vertical joints are avoided. 

Closers should, if possible, be arranged so as to extend right 
through the thickness of the wall. 

As it is not easy to cut a brick longitudinally in half without 
breaking it, it is frequently cut into quarters, each of which is a 
half closer, and two placed end to end form a queen closer. 

King closers are bricks cut to this shape, ^^^ so that, in 
the face of the wall, they present the same //^ appearance 
as an ordinary ^ brick closer; but the tail kp^ ofthebrick, 
being left on, strengthens the work consider- Fig. 21. ably, and is 
a great advantage in some situations, such, for example, as that 
shpwn in Fig. 105 (see p. 33). 

Tkree-qriarter bats are sometimes used instead of closers. 
If so, they should be placed at the extreme end of the wall, so 

as to form the quoin bricks of the stretching 
courses, as at &6& in Fig. 22. 

They may, however, be used in the same 
position in the heading courses, and for all 
thicknesses of walls either in English or 
Flemish bond. The use of ^ headers is 
expensive and wasteful, for each of them 
spoils a whole brick, the piece cut oflf being 
useless; whereas, with ordinary closers, 
fFail ^I'bcUs. 6very bit of brick may be used up. 
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DIFFERENT BONDS. 

Heading Bond consists entirely of headers. As bricks vary in 
length more than in any other dimension, their ends project un- 
equally on the face, and it is difficult, therefore, to make neat 
work with this bond, especially in walls one brick in thickness. 
There is very little longitudinal strength in the wall, and the 

pressure on each brick is distri- 
buted over a comparatively small 
area (see Fig. 23 compared with 
Fig. I). 

Fig. 23. Headiiuf Bond. Heading bond is chiefly useful 

in working round sharp curves, where the angles of stretchers 
would, unless cut off, project too much, and spoil the curve. 
When used in this position, the sides of the bricks must be 
roughly cut, so as to radiate from the centre of the curve, or a 
curve may be gained, when it is not too sharp, by making the 
joints of wedge shape larger on the inside than on the face. 

In walls of heading bond more than one brick thick, a line of 
bats or half-bricks must be introduced, in alternate courses, to 
form the transverse bond. 

Stretching Bond consists entirely of stretchers, and is adapted 
only for walls ^ brick thick. 

In walls beyond that thickness (see Fig. i ) it is practically no 
bond at all. There is no transverse tie. The block is divided 
into a number of independent 4^-inch walls. 

Stretching bond is, however, commonly used in chimneys when 
their external walls are only 4-^ inches thick, and has, in conse- 
quence, received the name of " chimney bond" 

English Bond shows both on face and back, stretching and 
heading courses alternately, closers being inserted as shown, and 

as before described, to give 
the lap (see Fig. 24). 

This is the best bond for 

work generally. It gives 

- the most simple combination 

for longitudinal and trans- 
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Fig. 24. English Bond, 

verse strength. 

Figs. 25, 26, 27, give plans of the courses, and a section of a 
wall in English bond one brick thick ; and Figs. 28, 29, 30 afiford 
the same information for a wall 1 J brick thick. 



DIFFERENT BONDS. n 

Id the last-mentioned wall each course contains a row of headers 
and one of stretchers, the headers and stretchers appearing alter- 
nately on opposite sides of the walL 

This latter will be found to be the case in every wall whose 
thickness is an wM^tn number of half tricts. In such, every 
course showing stretchers on the face will show headers at the 
back, and vice vena. See Figs. 35, 36, and others. 

In a wall whose thickness is a multiple of a whde brick, that 
is, of 9 inches, every course will show the same both on the 
front and back of the wall — that is, either stretchers on both 
sides, or headers on both sides, in the same course. 
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Pigs. 25, 26, 27. 
Engliik Bond, i-ineh wall. 



Figs. 28, 29, 30. 
Engliih Bond, 14-i')icA icall. 

In walls more than 14 inches thick, tliough the external rows 
of bricks are headers or stretchers in the alternate courses ; yet 
those within the wall are all laid as headers. Stretchers within 
the wall would cause straight joints. 

The bricks should not break joint with each other in the 
same course. The transverse joints should be straight, as shown.' 
Any attempt to break these joints, though it may look better in 

' S«e p. 20. 
B.C. — I O 
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the plan of each course, leads to a large number of vertical jointa 
beii^ brought together in the body of the work (see pp. 20 and 26). 
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Figs. 3 1 to 39 give plans of the courses, showing the junction 
at angles, and sections of walb from 2 to 3 bricks thick. 

It will be seen that in walls more than 14 inches thick there 
is a deficiency of stretchers in the centre of the wall. This can 
best be remedied by introducing courses of bricks placed diagonally, 
the bond for which will be explained in Fart II. 
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The number of stretchers is less in proportion as the wall 
grows thicker, being as follows : — 

In a l^brick wall the number of stretchers is J that of the headers. 
2 i 

?» ^"J" " >» *» $ 

In English bond there are twice as many vertical joints in a head- 
ing course as there are in a stretching course ; therefore the vertical 
joints between the headers must be made thinner than those between 
the stretchers ; for if two headers were laid so as to occupy a greater 
length than one stretcher, the J -brick lap obtained by the aid of 
the closer would be encroached upon, and would soon disappear. 

The figures given above show the bond used for walls meeting 
at the ends to form a right angle, which is the most common 
case in practice. 

If, however, a wall is detached and terminated only by its 
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Figs, 40, 41. 
English Bond, detached li'inch wall. 



Figs. 42, 43. 
English Bond, detached W-ioalL 



ends being cut off square, as shown in Figs. 40 to 43, the bond 
has to be slightly modified, so as to give the ends a neat finish. 

In such walls, when they are of an uneven number of half 
bricks in thickness, a peculiarity must be noticed — both sides do 
not present the same appearance. The closers show both in the 
stretching and heading courses alternately ; but in walls whose 
length is equal to that of an even number of half bricks, a bat 
must be introduced among the stretchers on the face in which the 
closers occur in the stretching courses, whilst in walls whose length 
is equal to that of an uneven number of half bricks, the bats will 
show in the stretching courses which do not contain the closers ; 
the face with the bats should form the back of the waU. 

Fig. 41 shows an example of this ; the bat referred to being at b. 

Figs. 42, 43 give plans of two courses of an 18 -inch wall, with 
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returned ends. Want of space forbids any further illustration of 
such walls ; but the student should draw them for himself, bear- 
ing in mind what is stated above, and remembering also that the 
returned ends of thick walls should be treated so as to show a 
bond similar to that on the faces of the walls. 

English Bond with Broken Transverse Joints. — It has been 
said above (see p. 17) that the joints across the thickness of walls 
should be unbroken. This has, however, been objected to on the 
ground that in bad work — the vertical joints of which are not 
flushed up, and the face not properly pointed — the rain may be 
blown through these half-empty straight transverse joints, so as 
to make the wall damp on the inside. A bond with broken 
transverse joints is therefore often advocated and adopted, but it 
has serious defects, which will now be pointed out : — 

Figs. 44, 45 show 
two courses of a 14- 
inch wall, and Figs. 
46, 47, the same of 
an 18 -inch wall with 
broken transverse 
joints. Fig. 48 is a 
plan of the two courses 
(A and B) of the 18- 
inch wall, one laid upon 
the other, A being 
shown in dotted lines, 
and B in thin lines. 
The thick lines, marked 
y, show portions of the 
joints which coincide 
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Figs. 44, 45. 

Faulty English Bond; 

li-inch wall. 



Figs. 46, 47. 
Faulty English Bond, 
\^-inch wall. 



and fall into the same vertical plane. 

It will be seen, therefore, that the wall 
contains splits (marked y) 4^ inches wide, 
extending from top to bottom of its 
height, and occurring at intervals of 4^ 
inches throughout its length. 

These are a source of weakness, and 
may be avoided by adopting the simple *^ 
plan recommended at p. 17, and shown 
in Figs. 32, 33 — that is, by making the Straight Joints. 
transverse joints run straight from face to back of the wall. 
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48. Faulty English 

Bond, IS-inch wall. Two 

Courses superposed showing 
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%Vhen two courses of a wall so bonded are drawn in positiou, one 
over the other, as in Fig. 49, it will be seen that 
the vertical joints coincide only in one place for 
a length of 9 inches, as shown by the thict lina 

Tlie bond o£ Figs. 44, 45 tested in the 
same way, wiU show similar defects to those 
described, and the same will be found in walls 
of all thickneaaea where it is attempted to 
break the transverse joints. The student will 
be able to test any such examples for himself 
by drawing two courses, one above the other, y\b. 49. Proper EngliA 
as above described. Bond, is-ineh walL 

Thus, however good the workmanship may ^""' ^™''»" "'P^ 
be, the use of broken transverse joints can 
result only in walls containing defects which must injure their 
strength, whereas with straight transverse joints the wall is properly 
bonded in almost every part (see Fig. 49) ; and if the work is 
properly flushed up and pointed, aa it should be, there is no danger 
of rain finding its way through the wall, 

Flemisli Bond shows in elevation (either on one or both faces 
of the wall, according to the variety of the bond adopted), in 
every course, headers and stretchers alternately ; every header is 
immediately over the centre of a stretcher in the course below 
it; closers are inserted in alternate courses next to the corner 
headers to give the lap. 

The appearance of the face which distinguishes Flemish bond 
is shown in Fig 50. 

Fig CS Fig. 50. 
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Fig. 52. Flemith Band, 9-incA wall. 
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Figs. 51 to 54 give plans of two courses aad sections taken at 
two points of a 9-inch wall in Flemish bond. 

For thicker walls the back ma^ either be in Flemish bond, like 
the front, or in English bond : this leads to two or three varieties 
of Flemish bond, which will now be described. 

DoiTBLB FLEUI8H Bond implies that both the front and back of 
the wall are built in Flemish bond, presenting an elevation like 
Fig, 50 on both faces of the wall. 

Figs, s 5 to 60 give plans of two courses and sections taken at 
two points of a 14-inch and an 18-inch wall respectively in 
double Flemish bond. In each case two sections are given — one 
on A B, through the strongest, and the other on C D, through the 
weakest part of the wall. 



Fig. Sfl. 



Fig. 66. 




Fig. 60. 
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Fig. 63. Fig. 67. 

Double FUmUh Bmtd, \i-indi mall. 




Fig. 82. Fig. 81. 

Dmiblt Flemish Bond, IS-ineh kk 



In these it will be seen that, at certain parts of the wall, 
straight joints occur throughout its whole depth, as shown by the 
section on C D in each case. Moreover, in all walls of an odd 
number of bricks in thickness, a large number of half bricks have 
to be used in the centre. 

The above are objections to this form of bond ; and they are 
greatly aggravated by the usual method of doing the work, shown 
iu Figa 63 to 70. 

Double Flemish Bond with False Headers. — Figa 63 to 66 
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show plans of two courses, and aections taken at two points of a 
14-uich wall; and Figs. 6y to 70 give the same information for 
an 18-inch wall built in double Flemish bond with false headers. 
In the 14-inch wall it will be noticed that the headers consist only 
of half bricks, having no bond with the interior of the wall. 



Fig. 64. Fig. 6 
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Fig. 88. 
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Fig. as. Fig. 6S. 

DoubU FUmiah Band with False 

Headtn, I4-JncA vxill. 



Fig. 69. Fig. 70. 

Double Flemiak Bond wWi False Htaden, 

18-»ikA wall. 



In the 1 8-inck wall only the headers in every alternate course 
ore half bricks. Thus, in the 14-iiich wall all the headers, and 
in the 18-inch wall half the entire number of headers, are false. 

The effect of this is to cause a straight joint through the 
whole depth of the wall oq both sides, as shown in the section 
on CD in each case. 

This arrangement ia often adopted when the facing is of 
superior bricks, in order to economise them. The half bricks look 
like headers, though they are useless for the bond. 

Single Flemish Bond consists of Flemish bond on one face of 
the wall, with English bond on the other. 

This combination is made in order that the work may on the face 
look like Flemish bond, the appearance of which is, or was, supposed 
to be superior to that of English bond, and, at the same time, to 
get rid of the defects of Flemish bond in the interior of the wall. 
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Figs. 71 to 82 give plans of two courses and sections taken at 
two points of walls of different thicknesses in single Flemish 
bond. 
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The sections on C D show that the straight vertical joint 
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which occurs on both sides in most cases of double Flemish 
bond, is now confined to the Flemish facing. 

It will be noticed that false headers are used in alternate 
stretching courses throughout the Flemish facing. These can be 
avoided, as before explained ; but they are more economical, and 
are therefore generally preferred, though their use leads to bad 
work in more ways than one (see Part II.) 

In some cases a combination of the two methods is adopted. 
Some of the headers in every course are left entire — the inter- 
mediate ones being broken in two. 

The consideration of the evils connected with the practice of 
facing walls with work superior to that in the backing forms a 
part of the Advanced Course, and is entered upon in Part II. 

Comparison of English and Flemish Bond. — English bond is, 
upon the whole, to be preferred to Flemish bond for strength, 
as it contains a larger proportion of headers. The only advan- 
tage claimed for Flemish bond is its appearance, which is preferred 
by many, and has led to its use in brick buildings of a superior 
class. 

In 9-inch walls a better face can be shown on both sides 
by Flemish than by English bond, as the unequal length of 
headers causes a rough face when there are many of them. 

In walls of 1^ brick in thickness the strength is not so 
much impaired by using Flemish bond, as it is in thicker 
walls* 

For thick walls English bond should be used, if possible : 
but, if Flemish bond is required, it should have a backing of 
English bond, as described at p. 23, unless it is to show a fair 
face on both sides. 

Some bonds not in very common use, such as diagonal, herring- 
bone, and garden bond, form a part of the Advanced Course, and 
are described in Part II. 

Inferior forms of English Bond. — Figs. 83, 84 are plans of 
two courses of an 18-inch waU, showing the bond frequently 
recommended in books. It will be noticed that course A has 
broken transverse joints, but the advantages claimed for these (see 
p. 20) are neutralised by the straight transverse joints in course 
B ; and upon further investigation it will be seen that the defects 
caused when all the transverse joints are broken are aggravated 
by this mixture of the two systems. 

Fig. 85 is the plan of two courses (one laid upon the other 
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of the 18-inch wall bonded aa shown m Figs. 83, 84. The 
course A is uppermost, and shown in thin lines ; course B below 
being drawn in dotted lines. Those portions of the joints which 
coincide in both courses are shown in thick lines. 

It will be seen, therefore, that the 
centre of the wall for more than half 
its thickness is split up by these coin- 
cident or "straight" joint", into vertical 

Fig. 86. Fig. 87. 
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slabs having no connections with one another except on the faces 
of the wall. 

The bond shown in Figs 86, 87 is frequently recommended 
for angles formed by walls of considerable thickness, but is also 
open to objection, although on paper each course presents a sym- 
metrical appearanca 

It will be seen by the sections that although each course is 
well bonded in itself, and appears to be of a strong construction, 
false headers are used, and there is no part of the wall which is 
not split up by one or more vertical joints extending throughout 
its whole height. 

The merits of respective bonds and the defects of some forms 
frequently recommended, are fuUy discussed iu Sir Charles Pasley's 
treatise on brickwork, from which much of the information given 
above is taken. 
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Sir Charles Pasely recommends that a student desirous of 
thoroughly understanding the various bonds, and of testing their 
respective merits, should build them for himself with model 
bricks ; or if this cannot conveniently be done, he should at least 
draw the courses, one above another, as in Fig. 49, in order to 
ascertain whether any of the joints coincide so as to form splits 
in the wall. 



JUNCTION OF WALLS AT RIGHT ANGLES. 

Salient Angles. — Several examples of these are shown in 
Figs. 25to39, 7ito8o, and others. 

Be- entering Angles. — Junction of two Brick Walls, — Figs. 
90, 91 are the plans of two courses of the junction between a 
main wall 2^ bricks thick, and a wall at right angles to it 2 
bricks thick, both in English bond. 








Fig. 90. Fig. 91. 

Jwiclion 0/ Brick flails. Two altemaU Courses. 

In every alternate course of the principal wall, exactly opposite 
the junction, is inserted a row of closers, in length equal to the 
thickness of the other wall (see Fig. 90). 

The intermediate courses are built as usual in both walls, and 
merely butt against one another, without bond, as in Fig. 9 1 . 

A course of stretchers may, however, be inserted occasionally 
to improve the bond between the walls, although it leads to 
straight joints in the walls themselves. 

Hoop-iron bond (see Part 11.) may be used with advantage in 
such positions. 
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The bond for external or internal re-entering angles is shown 
in Figs. 25 to 39, and in Figs. 71 to 80. 

Junction of a Brick and Stone Wall at right angles. — This may 
be effected in either of two ways : — 

1. Stones at short vertical intervals, each equal in height to 
an exact number of courses of the brickwork, may be allowed to 
protrude from the stone wall into the brickwork. 

2. The brickwork may penetrate the stonework in blocks, each 
of which consists of about 4 courses in depth, and is separated by 
about the same depth from the blocks above and below it. 

The former plan is the stronger, and has the advantage of 
clearly showing the bond at any time ; but with the former plan 
the brickwork must be plastered, if the appearance of the stone 
bonds is objected to. 

GAUGED WORK. 

Bricks cut and rubbed to the exact shapes required, in order 
to get very fine joints, are frequently used in the " dressings " of 
brickwork, such as arches, quoins, etc. ; this is termed "gauged 
work!* 

Peculiar bricks, such as "red rubbers," "malm-cutters," etc., 
are made for the purpose, being softer, and easier to rub, but they 
are consequently more perishable than ordinary good bricks. 

Gauged work is generally set in " putty," ^ and the joints do 
not exceed ^^ to ^ inch in thickness. 



BEICK ARCHES. 

Plain, Common, or Bough Brick Arches are those in which 
the bricks are not cut, or rubbed, so as to form voussoirs accurately 
radiating to a centre. The joints are therefore wider at the 
" extrados " than they are at the " intrados." Such arches are used 
for ordinary brickwork in tunnels, and concealed work generally. 

Rough arches of small span are generally turned in half-brick 
rings, 4^ inches thick, as shown at A A in Fig. 92. In arches of 
quick curve, with not more than 3 or 4 feet radius, this is abso- 
lutely necessary to prevent very large joints at the extrados. 

Fig. 92 is the section of portions of small arches, of which one, 
w w, is turned in 9 inch rings consisting of headers. It will be seen 

' Not the putty used by glaziers. For a description of this material see Part III. 
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that the mortar joints in this are much wider at the extrados than 
those of the portion A hy built in rings half a brick in thickness. 





Fig. 92. Brick Arch^ thowing Opening of Joints at Extrados, 

When wide joints necessarily occur on the extrados of an arch, 
they are often filled in with pieces of slate, and made as tight 
as practicable. 

The plain or rough arches most usually required in buildings 
are those for relieving lintels over window and door openings (see 
Figs. 99, 543, 549), trimmer arches to support hearthstones (Fig. 
290), the arches in chimney breasts (Part. II.), etc. 

Bough-out or Axed Arohes have the bricks roughly cut with 
a bricklayer's axe to a wedge form, and are used over openings 
when the work is to be plastered, as relieving arches at the 
back of window and door heads (see Figs. 525, 545), or in some 
cases as face arches. 

Gtauged Arohea are built with bricks accurately cut, and rubbed 
down so as to radiate from the centre. They are used chiefly for 
external face arches over openings and recesses in superior work 
(see Figs. 98, 549). 

Bricklayers frequently carefully rub only the portion of the 
joint near the face, cutting the back part right away, so that the 
arch does not bear equally, except just on the front edges of the 
bricks. This leads to the arch bulging forward, or to bricks 
dropping out of it altogether, and the pressure being all on the 
edges they readily splinter off. 

These arches are generally built with special bricks, easier to 
rub, and of a larger size than common bricks. 

When bricks of the ordinary size are used for straight arches, 
they are not long enough to be splayed at the ends to form the 
horizontal joints parallel to the soffit, as shown in Fig. 98. In 
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such a case, the ends of the bricks are left square, the real joints 
daubed over to conceal them, and false joints made for appear- 
ance to look like those in Fig, 98, This, however, is bad work, 
and should be avoided. 



ARCHES OVER OPENINGS IN EXTERNAL WALLS. 

In brickwork such openings are generally covered by a gauged 
(or sometimes axed) arch, which shows on the face of the wall 
for ornament, having a relieving arch on the inside to support 
the weight of the wall above (see Figs. 524, 549). 

The external arch may be " flat," " camber," " segmental," 
" semicircular," or struck to any curve, such as the semi-ellipse 
or parabola. 

If the external arch is semicircular, segmental, elliptical, or 
parabolic, the relieving arch is of the same curve, and so gener- 
ally are the door and window frames. 

Segmental Faoe Aroli. —Figs. 93 to gi give the plan, exterior 

. Fig. 94. Fig. 95. Fig. S6. 
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Fig, 93. Fig. 9?. 

Ifindotc Optniag ^viik Segmental Arched Head. 
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and interior elevations, and section, of a window opening with a 
segmental arched Lead. 

It will be seen that the gauged arch extends into the wall 
only the depth of the reveal (in this case 4^ inches). As this 
arch has no connection whatever with the rest of the wall, it 
should be built with the greatest care. 

A rough brick arch in two half-brick rings is turned over the 
opening in the remainder of the thickness of the wall, and contains 
wooden bricks, v> 6, or, in good work, plugs, to which the sash 
frame may be secured. 

"Wooden bricks, \o 6, are also built into the sides of the jambs, 
as shown, for the same purpose ; but wood plugs or pallets (see 
p. 12) are frequently used instead. 

Semioiroular Arches are arranged in exactly the same way as 
those just described, the only difference being in the curve of the 
soffit. 

Stniglit Arch. — If the head of the opening is to be flat on the 
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soffit, or nearly so, a straight gauged arch may 
shown in Fig. 98. 



1 adopted, as 
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This gauged arch extends into the wall for a thickness of only 
half a brick. Behind it, the opening is spanned by a wood lintel, 
to which the frame of the door or window is fixed. 

In order to protect the lintel from the weight of the wall 
above, a rough relieving arch is turned over it, as shown in the 
back elevation, Fig. 99. The portion between the top of the 
lintel and the soffit of the relieving arch is called the core. 

Care must be taken that this relieving arch abuts on the wall 
clear of the ends of the lintel, otherwise, when the timber shrinks, 
rots, or is destroyed by fire, the arch would lose its supports and 
fall in. 

Examples of wood lintels with relieving arches are given in 

Figs. 543, 549. ^ 

Another plan is to do away with the lintel altogether, and to 

substitute for it a flat or slightly cambered rough-axed arch like 

that in Fig. loi. In this wood plugs are inserted, to which the 

frame may be attached. An example of this form of construction 

is given in Figs. 524, 525, and others. 

Arches of this kind for wide spans may be supported by flat 
wrought-iron tension bars, extending along the soffit, and held up 
at short intervals by iron bolts passing through the depth of the 
arch, each secured by a plate and nut on the extrados. 

A concrete beam (see p. 11) may be used instead of the flat 
relieving arch described above (see Fig. 545). 

French or Dutch Arches (see Fig. 1 00) are sometimes adopted 
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Fig. 100. French or Dutch Ardi, 

in walls that are to be stuccoed or plastered. They may also 
be used as flat relieving arches, but the construction is not 
theoretically a good one, and should never be adopted. 

AECHES OVER OPENINGS IN INTEENAL WALLS. 

Arches over doors and other internal openings may be flat 
rough cut, or axed arches, containing wooden plugs, ppp, as 
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in Fig. loi ; or a wood lintel may be placed over the open- 
ing, with a rough segmental relieving arch, similar to that in 

Fig. 99, the gauged 
arch shown in that 
figure being, of course, 
omitted. Of these 
constructions the last 
mentioned is corn- 
Fig. 101. Ml monly adopted. The 

Rough axed Arch tmth Plugs. ^gQ ^f rough - axed 

arches is not common, but it is advocated on the ground that 
they do away with the wood lintel, which is liable to destruction 
by fire or decay, and to become loose by shrinking. Lintels of 
concrete, as described at page 11, may be usod, and have the 
same advantages as flat arches. 




JAMBS OF WINDOW AND DOOE OPENINGS. 

The method of forming these openings, with or without reveals 
of different kinds, has been referred to at page 10. 

The depth of the reveal varies from ^ a brick or 4^ inches, 
to 9 inches or the length of a whole brick. 

This depth depends upon circumstances, and a good deal upon 
fashion, which varies considerably from time to time.^ 

Beveal with Square Jambs. — Such a reveal for a 2-brick wall in 
English bond is shown in 






\T 
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Figs. 1 02, 1 03, which give 
plans of two courses, the 
thickness of the reveal be- 
inghalf a brickin each case. 
Figs. 104, 105 illus- 
trate the arrangement for 
a similar reveal in Flemish 
bond. A king closer is 
inserted at k, to avoid Figs. 102, 108. Figa 104, 105. 

^ing the smaU pieces t,?:^,^^^. ^-^.Te^^i:"'' 
shown in dotted lines. 

* Section xiv. of the Building Act says :— " Loophole frames may be fixed within 
IJ inches of the face of any external wall— but all other woodwork fixed in any 
external wall except bressnmmers and story posts under the same — and frames of 
doors and windows of shops on the ground story of any building, shall be set back 
4 inches at least from the external face of such wall." 

B.C. 1 ^ 
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Figs. io6, 107 show two courses of a 9 -inch reveal with 
square jambs for a 3-brick wall in English bond. 

Beveals are distinguished by the thickness 
of brickwork in front of the check left for the 
frame. Thus a half-brick reveal means a 
reveal such as those in Figs. 102 to 105, 
having a thickness of half a brick in front 
of the angle into which the frame will fit ; 
while Figs. 106, 107, in which this portion 
is 9 inches thick, represent a " whole-brick 
reveal" 

Of course, in walls more than one brick 
in thickness, the reveal may be either 4j^ 
inches or 9 inches in depth. 
Figs. 106, 107. The reveals shown in Figs 102 to 107 

lVhoUAm4Jc iquare Reveal, are adapted for cased frames or heavy solid 
2 feet %'ifuik uHdl, Bng^ frames requiring a width of 4^ or 5 inches. 

When lighter solid frames are used the width 
of the recess behind the reveal (a c Fig. 1 8) is often made only ^ 
brick instead of ^ brick, as shown in the figures. 

It would be impossible, for want of space, to illustrate reveals 
of all the difierent dimensions, in walls of various thicknesses, 
but the examples given will assist the student in drawing any 
reveal required. 

Beveals with Splayed Jambs are included in the Advanced 
Course, and will be described in Part II. 






PAETS OF BRICK WALLS. 

Footings.^ — The general question of footings for walls will be 
considered in the chapter on Foundations, Part III. It will be 
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Fig. 108. Fig. 109. 
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Fig. 110. 
FooiingSf 18-tncA %oaVL 



sufficient now to place before the student the figures 108 to 112 

^ Sc. Scarcememta, 
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giving sections of footings for brick walls from 1 to 3 bricks in 
thicknes& 

The plan of any particular course, whether "heading" or 
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Fig. 112. Footings, 2* Z"-v)all. 



" stretching," is the same as that of a similar course in a wall of 
the same thickness. 

For example, the plan of the lowest course in the footings of 
Fig. 1 1 o is the same as that of the lowest course in the wall 
three bricks thick, shown in Fig. 1 1 2. 

The footings of buildings generally rest upon concrete, which 
is not shown in the figures (see Part TV.) 

A good bed of concrete will effectually distribute the weight 
of a wall over the ground upon which it is built, and the gradually 
projecting courses of footings may, when bye-laws do not prevent 
it, often to a great extent, or in some cases entirely, be omitted.^ 

Quoins in brickwork can hardly be made stronger than the 
rest of the walling : they should, however, be built with great 
care, and are often constructed in gauged work, divided for 
appearance into blocks, which may be made to project slightly 
from the face of the wall. Stone quoins are often used with 
brick walls. 

Copings. — The nature and object of copings for walls have 
been referred to at p. 7. 

Stone copings are often used for brick walls, and are better 
than those formed with bricks, as they contain, fewer joints, and 
may be of a less porous material. 

Glazed pottery, vitrified brick, fire-clay, concrete blocks, and 

^ The rvU for footings in the Building Act is as follows : — *' The projection of the 
bottom of the footing of eveiy wall on each side of the wall, shall be at least equal 
to one-half of the thickness of the wall at its base ; and the diminution of the 
footing of eveiy wall shall be fonned in regular offsetts, and the height from the 
bottom of such footing and the base of the wall, shall be at the least equal to one- 
half of the thickness of the wall at its base." 



36 



NOTES ON BUILDING CONSTRUCTION 



terra-cotta copings may also be used with advantage, for the same 
reasons. 

The hardest and least porous bricks should be selected for 
copings, and should be set or pointed in cement. 

Fig. 1 1 3 is a section of the common " brick-on-edge " coping. 
A double course of tiles or slates, in either case called " creasiTig," 
is sometimes substituted for the projecting course of bricks, 
marked A. 
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Fig. 115. 



Fig. 113. Brick-on^ge Coping. Fig. 114. Brick Coping, 

Fig. 114 shows a brick coping of a more ornamental character. 

Brick or clay- ware copings made in complete sections, such as 

those in Figs. 115 and 116, are far preferable to those built up 

of ordinary bricks, as they are generally of more 
impervious material, have fewer joints, and can be 
throated like the stone coping in Figs. 129, 131. 

Ck>mioeB (see p. 8) may be introduced in brick- 
work with great effect by " corbelling " out the bricks 
without cutting them, and also by placing projecting 
bricks with their angles to the front of the wall, 
technically known as " dogs' -teeth,'* 
A simple brick cornice is produced by allowing every alter- 
nate header to project from the face i or ^ a brick.^ Above 
and below these headers are courses of stretchers, projecting 
and receding ^ brick respectively. Such a cornice is shown 
in Fig. 1 1 7, the moulded member on the top being a cast-iron 
eaves gutter. 




Fig. 116. 





Fig. 117. Brick Cornice vriih OuUer, Fig. 118. Brick Cornice with G\Uter. 

Fig. 118 gives an elevation and section of a more elaborate 
brick cornice. 

^ Quarter-brick projections are generaUy bald and unsatisfactory in appearance. 
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Eaves CoimeB are formed by projecting bricks in a similar 
manner. 

Corbelling (see p. 9). — ^Fig 119 is the section of a wall 
corbelled out to carry a wall plate. In 
brickwork the projections of the courses ' 
should never be more than \ brick (2^ • 
inches), in order that each back joint 
may be kept well within the last course. 
When great strength is required, the 
courses may project only 1^ inch or ^ 
brick. 

Stone corbels are often used in brick- 
work (see Fig. 287). 

String GourseB in brick walls are frequently of clay-ware or 
stone, but are sometimes formed with the bricks themselves, by 
projecting two or three courses from the face of the waU. The 
upper surface of the projecting portion of a string course should 
be weathered or splayed to throw oflF the wet 

Sometimes a fillet of cement is used to effect this. 
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Pig. 119. 
Corbel in Brkhioork. 



Chapter III. 

MASONRY. 
^- WALLING. 

Claasifloatioii. — Masonry may be classed either as " ashlar " 
or " rubble." 

Ashlar is built from large blocks of stone, carefully worked, 
while nMle is composed of small stones, often irregular in shape, 
and in the roughest description, hardly worked at all. 

Between these two there are many gradations. 

Different kinds of masonry are sometimes combined. Thus, 
walls are built with ashlar facing and rubble backing, or even 
with stone facing and brick backing. 

This leads to defective construction, the consideration of which 
forms part of the Advanced Course, and is entered upon in Part II. 

Gteneral Bemorks. — ^Masonry requires more skill to build than 
brickwork. The bricks, being all of the same size, are laid accord- 
ing to regular rules, whereas with each stone judgment is required 
in order that it may be laid in the best way. 

The more nearly the work approaches ashlar the more regular 
are the stones, and the more easily are they built. 

Natural Bed, — As a rule every stone in ordinary walls and arches should be 
laid upon its " natural bed" — ^that is to say, the bed upon which it rested when 
originally formed, should now be perpendicular to the principal pressure upon it. 

When a stratified stone is placed vertically, and so that the layers of 
which it is composed are parallel to its face, they are apt to be split off in 
succession by the action of the weather. Moreover, a stone in this position 
has not so much strength to resist crushing as it has when placed on its 
natural bed. 

In a cornice with overhanging or undercut mouldings the natural bed 
should be placed parallel to the side joints, for if placed horizontally layers 
of the overhanging portions will be liable to drop off. There are other 
exceptions to the general rule which occur in more elaborate work ; also some 
dependent upon the nature of the stone, the quarry, etc. These will be 
noticed in Part III. 

Precautions in Building, — Great attention should be paid to the 
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bond in all kinds of masonry. On the face the vertical joints 
should break upon every stone, no straight joints being allowed. 

The bond across the thickness of the wall is of stiU greater 
importance, either "thorough bonds/' extending from one face to 
the other, should be inserted at regular intervals, or '^ headers " 
should cross each other alternately from opposite sides, extending 
inwards about f the thickness of the wall.^ 

Some authorities prefer headers to thorough bonds in walls more than 3 
feet thick, because the interior of the wall settles down rather more tiian the 
sides, leaving a hollow, so that a thorough bond stone would be unsupported 
in the middle, and might be broken. Another reason against long bond 
stones is, that there is danger of the beds not being even throughout, in 
which case the pressure comes upon a few points, and the stone is liable to 
break in two. 

Masons are very apt to build up the sides of a wall separately, filling in 
with small stuff, or even dry packing. The wall thus consists of two thin 
slabs, united only by the thorough bonds. 

This should never be allowed. The stones should be made to cross from 
opposite sides of the wall, and overlap as much as possible, so as to assist 
the bond stones in giving transverse strength to the wall The interior of 
waUs of every description should be solidly filled in, every stone being 
bedded in mortar, and all interstices fiushed up. 

Thorough bonds should always be amply thick enough to carry the weight 
above them, as, if broken, the fracture forms a dry joint, and they become 
worse than useless. 

The width of bond stones may be about 1^ times their height, and the 
aggregate surface shown by their ends, on each face of the wall, should be 
from ^ to ^ of the area of the face. Care should be taken that each bond 
stone is of sufficient sectional area throughout its length. 

Thorough bonds present an advantage over three-quarter headers, inasmuch 

as they can be traced in the work, and therefore cannot easily be omitted by 

the mason without detection, but they are more expensive, as each must be 

. cut to a length exactly equal to the thickness of the wall, and, moreover, 

they are apt to conduct damp through the wall. 

The practice of leaving the ends of thorough bonds sticking out beyond 
the wall, and knocking them off afterwards, should not be allowed, as it 
shakes and injures the masonry. 

Thorough bonds should not be placed directly over one another, but 
chequer-wise, so that each bond stone in any course is over the centre of the 
interval between two in the course below. 

In work built up to courses the bond stones are generally specified to be 
from 4 to 5 feet apart in each course, and they should be pla(^ in position 
before the course is built 

Large and sound stones should be selected for the quoins, 
jambs, etc., so that the angles may be -well bound together, which 
materially strengthens the building. 

^ Sometimes called ** dog's-tooth bond." 
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Iron work should not be built into stone in positions where, by 
rusting, it might disfigure the face with stains, or in such a way 
that it may burst the stone, by its increase in bulk during 
oxidation or by its expansion and contraction from heat and 
cold. 

Ashlar Masonry is built with blocks of stone very carefully 
worked, so that the joints generally do not exceed ^ or ^ inch 
in thickness. 

The size of the blocks varies with the nature of the stone, and 
must also be regulated according to the facilities that are available 
for moving and setting them. 

RvXefor the Proportion of Stones. — *' In order that the stones may not be liable to 
be broken across, no stone of a soft material, such as the weaker kinds of sand- 
stone, and granular limestone, should have a length greater than 8 times its 
depth. In harder materials, the length may be 4 or 5 times the depth. The 
breadth in soft material may range from 1^ times to double the depth : in 
hard materials it may be 3 times the depth." — Bankint, 

Ashlar is the most expensive class of masonry built, and de- 
pends for its strength upon the size of the stones, the accuracy of 
the dressing, and the perfection of the bond ; but hardly at all 
upon the quality of the mortar. 

ilfortar.— The mortar used for the superior descriptionB of ashlar must be 
very fine and free from grit The outer portion of the joint, about \ inch 
in from the face, is generally filled with putty, as described at p. 42 — either 
that formed from lime and water, and known as '* plasterer's putty," or in 
some districts white lead is added to it 

FoLces, Beds, and Joints. — The faces of ashlar stones may be 
polished, worked in any way or left rough ; a drafted margin ^ 
is frequently run round them, but this depends upon the style of 
the work. 

The joints, though very carefully dressed, should not be too 
smooth, otherwise their surfaces will afford no key for the mortar, 
nor offer sufficient resistance to the sliding of the stones. 

It is important, however, that the surfaces of each stone should be " out of 
winding," that is true planes ; and that they should be square to one another. 

Great care must be taken that bed joints are not worked hollow. This is 
sometimes done in order to show a very fine joint on the face without the 
trouble of carefully dressing the whole bed. It leads to the entire weight 

^ "Drafted margins," or "drafts," are narrow strips or borders chiselled round 
the edges of the faces of a stone to enable it to be set with accuracy, and in some 
cases to improve its appearance. 



WALLING. 



being throwa on to the point in front (C in Pig. 1 20), and a " tpaU " or piece, 
S, iB splintered off; the Btone is then Raid to be "finthed" at this point 



Fig. 120. Eollxo led Joinl. Fig. 121. Slack led Joint under- 

pinned with a Spall. 

With the same object of saving labonr, the back of the joint is sometimes 
worked alack and underpinned, as in Fig. I3I. The stone is then supported 
only at the front and hick, and liable to break in the middle, as shown. 

Where bed joints are worked convex, the pressure that comes upon them is 
concentrated upon a single point, and leads to crushing or splitting of the stone. 

Where the beds and joints are not carefully worked throughout, they 
should be so for at least 6 inches in from the face. 

Flushed joinla are particularly likely to occur with etones that are not 
laid on their natural beds. 

They may be guarded against by raking out the mortar to a depth of an 
inch or two from the edges of the stones, pointing up a^n when the work 
has settled, or by chamfering > them off as in the quoins in Figs. 123, 133. 

In any important work with fine joints, especially in colunma, sheet lead 
is often laid between the stones, which ia intended to yield to the irregularities 
on the bed and to distribute the pressure.^ The lead should extend only to 
within about an inch of the outer edges of the stones, so as to leave a clear 
space between them, and prevent tbem from bearing upon one another and 
flnshing 

Bond. — The general directions with regard to bond, given at pp. 
2, 39, are easily followed in ashlar masonry. 

The lap or bond given to the atone varies, according to the nature of the 
work, from once to once and a half the depth of the coarse ; and it should 
under no circumstances be allowed to be less than from 4 to 6 inches, accord- 
ing to the size of the stones. 

The best bond for ashlar consists of headers and stretchers ^ alternately on 
the same course — an arrangement similar to Flemish bond in brickwork (see 
P'fr 5°)- ^* i' however seldom executed in this way on account of the 
expense of so many headers. 

In setting ashlar, the stone should first be placed in position dry, to see if 
it will fit, the upper surface of the laat course should then be thoroughly 
cleaned ofiT and wetted : on this a bed of mortar is evenly laid, with a strip 

' ChaTufering ooaaiataia taking off the rectangular arru or sharp angle of a stone, 
■o as to form a flat strip, an inch or so in width, at an angle of 45° with the face. 

• Mr. Eirkaldy hss proved by eiperiment that the effect desired is not produced, 
and that the practice is a bad one. 

* These are, properly speaking, bricklayers' terms, but may be, and often are, 
Dsed for coDvenienoe with regard to masonry. Sc InboTida and (hUb<mds. 
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of lime putty abont | incli wide along the front edge. The block, with its 
bed joint well cleaned and wetted, is then laid evenly in its place, and settled 
by striking it with a mallet 

Ashlar walling is described as " coursed " or " random." 
Coursed Ashlar walls consist of blocks of the same height 
throughout each course. This is the most usual form in which 
ashlar is built, but it is the most expensive, as great waste of 
material and labour is occasioned by reducing aU the stones to 
the same height 





Fig. 122. AsMar Walling vrUh chaTttfered 
and rusticated Quoins and Plinth. 



Fig. 123. Ashlar Walling v?ith 
rebated Joints and Moulded Quoins. 



Fig. 122 shows coursed ashlar walling, with chamfered and 
rusticated quoins and plinth, and Fig. 123 ashlar with rebated 
joints and moulded quoins. 

Bandom Ashlar walls are built with rectangular blocks of all 
sizes and dimensions. This is a cheaper kind of work, as it 
enables a larger proportion of the stone as quarried to be used 
without waste in reducing to fixed sizes ; but it is generally con- 
sidered inferior in appearance to coursed work, and is very seldom 
adopted. 

Bubble^ — General Eemarks. — There are several kinds of 
rubble work, each known by a technical name, depending upon 
peculiarities in the arrangement of the stones, or in the work 
upon them. 

Some points common to all rubble walls will be considered 
before the different classes of work are described. 

As the beds and joints in rubble work are generally not carefully dressed, 
the strength of the walling depends greatly upon the mortar, which should 
be of the best quality. 

Considerable skill is required on the part of the builder, who has to work 
in stones of irregular shape in the most advantageous manner. Such stones 
should, where possible, be placed on their widest beds so that they may not 
be crushed, or act as wedges, and force out the adjacent work. 

^ So. Jtuble. 
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Headers or thorough bonds should be regularly provided, of sufficient 
thickness to resist fracture. Their numbers, size, and position will be 
roughly determined by the considerations mentioned in discussing bond 
stones at p. 39. 

In the inferior classes of rubble the spaces between the stones of irregular 
shape must be packed in with *^ spalls,'' ^ and in all cases the *< hearting " or 
inside of the wall should be carefully filled with as large fragments as 
possible, well bedded in mortar. 

All stones in rubble walUng should be placed on their natural beds, and 
as nearly horizontal as the class of work will allow. 

The names given to diiBferent classes of rubble work vary 
greatly in different parts of the country. 

The following must therefore be taken merely as a general 
guide, not as a rigid classification adapted to all localities. 

Eandom Subble (wnjc(ywr9itd), — In common random rubble work 
the beds and joints are not dressed, projecting knobs and comers 
are knocked off with the hammer, and the stones lie together 
at random, the interstices being filled in with small spalls and 
mortar. No attention is paid to courses, though each stone 
should be approximately horizontal. 

This is a most inferior description of walling, unless it is executed with 
very good mortar, upon which its strength greatly depends. It requires 




Fig. 124. Bamdom Bubble Walling with Rubhle-on-edge Coping, 

considerable skill to build such a wall properly. The bond should be care- 
fully attended to, and though it is almost impossible in the roughest work 
to break joint on every stone, yet long vertical straight joints should not be 
permitted. The external appearance and method of "building random rubble 
depends entirely upon the nature of the material, which may vary in every 
gradation from rough intractable boulders to stones with a beautiful cleavage 
and natural beds nearly as smooth and even as if they had been carefully 
worked. 

Bandarti Rubble huilt in Courses. — In this waUing the work is 

^ Pieces of broken stone. Sc. Shivers, 
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brought to a level throughout its length at about every 12 or 14 
inches in height, so as to form courses of that depth. 

The work in 

built random, 
and maj consist 
of two, three, 
or more stones 
in depth, pinned 
in witlt epalla M 
before described. 
The better the 
Fig. 12S. Fig. 128. work the fewer 

JJaiuiont Suiifo WaXling buHl in Couraa. jji^ gpaUs, 

Squabed Bubble ^ (uncoursed) has the joints and the angles of 
the faces neatly squared with the tools locally used. The beds 
are horizontal, and the side joints vertical. 

This description of rubble is peculiarly adapted for such stones as bave a 
line cleavage, affording bed joints which require little or no workii^. The 
tbickness and length of the stones and style of work depend greatly upon 
the mat«riaL Some quarries furnish a lai^r proporiion of huge stones 
than is shown in the sketches, 
and others consist neariy en- 
tirely of thin beds. 

In this kind of walling the 
work is sometimes allowed to 
run for short lengths into 
courses, these being frequently 
broken by high stones reaching 
from one course into the next 
above. Such work is often 
called "Irreg alar eovjtedTubbU," 

Squared bubble huilt in Courses is squared rubble brought to a 
level course throughout its length at every 10 or 14 inches in 



Fig. 127. SqvMTtd SuMU Wailing 
mth Aihtar Quoint. 



Fig, 128. Fig. 129. 

Sg^iared Rvihle Walling built in Couna, tcitt Saddle-bade Coping lOiA Holl 
' Sc. " Sntelad rti3ile" — tbeabnipt breaks in the bond being eslled "anecks.'' 



height : it is sometimes known as " irregular coursed ruhUe brought 
up to level courses." 

In aqoared mbble straight vertical jointa are often allowed, so long as they 
are not more than a foot or so in height, for random work, and not more 
than the height of a course in work built in couraee (see Fig. S47)- 

In one variety of this rubble the side joints are left splayed to save labour. 

Cmirsed Header Work is rubble similar to that shown in Fig. 

128, except that the headers or bond stones are each of the full 

depth of the course in which they occur, the intervals between 

them being filled in with smaller stones. 

CODRSED KUBBLE, or Regular Coursed Bubble, consists of stones 
laid in courses, every stone in the same course being of the same 
height ; the height of the courses may, however, vary from 4 to 8 
inches. 



Fig, 130. Fig. 181. 

CmiTsed RubbU Wall vritK Coping. 

With some kinds of stone found in thin layers and having good natural 
beds, there is a greater distinction made between the thickness of the coutses, 
three or four courses from 1^ to 3 inches thick, alternating with one or two 
conises from 4 to 5 inches thick, as shown in Fig. 146. 

Dry Bubble 13 rubble (generally " random ") built without any 
mortar. It is the cheapest form of work, but requires consider- 
able skill on the part of the builder. 

Flint Bubble ia composed of flints and pebbles — or "popples" 
— laid in mortar. It forms a kind of concrete depending upon 
the mortar for cohesion. Great care must be taken to keep it 
dry and safe from the action of frost. 

The interior of the wall is sometimes filled in with chalk, 
broken bricks, pebbles, etc. 

Walls may be built with the " rough " flints just as they are 
dug out from the chalk, or they may be " random " — that is, with 
the flints irregularly broken. 

The stones are frequently "polUd" or split, and the fractured surfaces 
placed flush with the face of the walling. The beds of the flints must be 
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pinned up with fragmenU, bo that their upper Burioces are level, or vet will 
be led into the wall, and long flints must be uaed as through Btonea. 

Small sharp pieces or " gallets " of flint are sometimes stuck into the 
mortar joints, in which case the work is said to be " galUud." 

When the stones are split and rougblj squared the walling is called 
" tnopped flitU work." 

EusTic or Polygonal Ragwokk is built -with Kentish Rag or 
similar stone, in small pieces, 
■which are knocked into irregular 
shapes and dressed with the ham- 
mer, either roughly to fit one 
another, the interstices being 
filled in with spalls, which work 
is called " rov^h picked " ; or with 
care and accuracy, the stones 
being carefully worked to regular 
polygonal forms, in which case 
no spalls are allowed, and the 
work is said to be " dose picked." 
Fig 132. Polygmud KmtUk Sofftum-k. Walling of this material is 
sometimes backed in with " hassock," a soft stone found in layers 
with the rag, and xmfit for external work. 

Lacing Coueses. — Walls such as those built with flinte, or 
other small stones, having but little bond in themselves, are 
frequently strengthened by building in with them lacing courses, 
consisting of horizontal bands either of ashlar, coursed rubble, or 
brickwork (see C C, Fig. 1 32). 

Block in Course, or Bloclxd Course, is a name given to a class 
of masonry which occupies an intermediate place between ashlar 
and rubble. 

The stones are of large size, so that they must be procured in 

blocks, not as rubble; but ^^,-^;i|^ | -i, , ^_ ..,^a ' *..j-^m,m„ 

the beds and joints are only ' i''-i'i|ii||j|i(t'''" -iM ^'ul ^iSili 'i'iiif^ ""-^i^ill*. 
roughly dressed, and so the mf. >wJ"'3V~"'-Sft;i -rJli'^"^ 
work cannot be described bs f:]'..... i ^ *"''.' . ''^'^'''^- 
ashlar. a^Sltr^i'^^I^j^^^lC^^jf^ 

This kind of walling is ''f™ ';X'5ii!'"' '^1"' ■'"''".JI " X'!!;i;"'il'' 

sometimes knownas "hammer- 1 '  — j-T* . I "'''''i' i "'^-r~ , "p 

dressed ashlar." It is used '* ^^- Slo,=k i'* Co»r«. 

chiefly in engineering works, and seldom, if ever, for ordinary 
buildings. 

ABblar Faoing. — The expense of ashlar masonry prevents it 
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from being used throughout the whole thickness of a wall, except 
in works of great importance and solidity. 

It is therefore frequently used merely as a facing, and is backed 
in with rubble or brickwork ; and by some the term " ashlar " is 
used to apply only to such a facing, not to a solid wall. 

Such a construction is open to objections, which are pointed 
out in Part II. 

. STONE ARCHES. 

The names of different forms of arches and their parts are 
given at pages 4 and 5. 

Cut Stone or Ashlar Arches. — In block stone arches (see Fig. 
3, p. 4) the voussoirs are always cut to a wedge shape. 

The curve of the arch having been set out full aize on a board, and the 
number of stones and thickness of arch having been decided, the intrados 
is divided into as many parts as there are stones, and lines drawn from 
the centre through these points, till they cut the extrados, give the sides of 
the voussoirs. 

By the aid of the diagram thus laid out, patterns or templates in wood or 
zinc are made for the use of the stone-cutters, who are thus enabled to work 
the stones to the required forms. 

In setting stone arches the space to be occupied by each voussoir — not 
forgetting ti^e thickness of the joints — is carefully laid out on the centre,^ 
and the position of the stones checked as they are set 

The stones should be set alternately on each side of the centre, so as to 
weight it evenly. 

The keystone should be carefully fitted at the last before it is set^ and 
driven gently into its place with a few taps of a mallet 

When the arch is so long in pkn that one stone cannot extend through 
from front to back, the work must be built with a regular bond along the 
soffit The voussoirs are kept at the same width all through, but of different 
lengths, so as to break the bond in the length of the arch. 

Bubble Arohes are built of smaller stones, generally roughly 
dressed to the wedge shape. 

They should be built in mortar of good quality, as they depend 
greatly upon its coherence for their strength. 
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Sometimes greater security is required for joints than that 
afforded by the adhesion of the mortar and the weight of the 
stone. 

^ The ctmltt is a firamework of wood having a curved upper surface, and is 
arranged so as to support the stones of the arch while it is being bailt (see p. 118.) 
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Cases of this are likely to occur in heavy copings on inclined 
walls — in masonry exposed to severe blows from the sea, and 
with detached stones not kept in place by surrounding masonry. 

There are several methods of giving additional strength to the 
joints of masonry, the most common of which will now be con- 
sidered. 

Metal Connections. — With regard to metal connections it may 
be said, once for all, that copper or bronze make the best, as 
they do not oxidise to any great extent. If iron is used, it 
should be well protected from air or moisture, and also painted 
or galvanised, or it will rust, increase in bulk, and split the 
stones. All metals are liable to do the same, more or less, by 
their expansion and contraction under intense heat and cold. 
Dowelled Joints are formed with slightly tapering pins, or 

"dowels," which fit into holes 
made in the stones opposite to 
one another (see Fig. i 34). 

The dowels may be rectan- 
gular, square, or circular, in sec- 
tion, and formed of hard stone, 
slate, or metal. 

They are sometimes placed vertically in a joint, as in Fig. 135, 
the upper part of which shows half the hole cut for the dowel, 
and the lower part shows the part of a dowel in position, or they 
may be double dovetail in plan, and placed horizontally, as in 
Fig. 136. 







■•' ' •■■ '•• -•- 



Fig. 134. fforizorUal Doioel. 





Fig. 136. Dovetailed Doioel 



Fig. 135. Vertical Dowd, 

Dowels are sometimes made to fit 
very loosely, and run with lead, cement, 
or brimstone, but accurate fitting is 
better. 

A short vertical dowel in the centre ^^8- ^^^- ^^ ^^^9- 
of a stone is sometimes called a "6erf 'pl'^'* (see Fig. 137), and 
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is useful for copings or heavy stones, built on an inclined ramp 
or gable, and for many other purposes. 

Joggled Joints are similar to dowelled joints, except that the 
joggle or projection is a part of the stone instead of being detached 
like the dowel. To leave such a projection in working the stone 
would cause great labour and waste of material, and it is seldom 
done in practice. 

The word "joggle" is often applied by masons to dowels, and to all 
sorts of joints in which any portion of one stone enters the other. 

Grooved and Tongued JointB. — In these a prolonged joggle or tongue is 
worked upon one stone, and fits into a groove in the other. A similar joint 
is used in joinery, and shown in Fig. 297. 





Fig. 138. Grooved and TongiLed Joint, 

A modification of the joint, in which the groove and tongue, or joggles, 
are angular, is shown in Fig. 138. 

A more economical joint is formed by cutting grooves in both the stones, 
and inserting a metal tongue. 

Metal Cramps should be used as little as possible, for they are 

very liable by their rusting 

and expansion to destroy the 

work in which they are 

bedded; when used they 

should be placed in a channel 

cut in the upper surface of ^^«- ^^^- ^"^ ^^'""P' 

two stones, having dovetail -shaped sinkings at the ends, into 

which the turned - down and 
jagged extremities of the cramp 
may fit. 

The channel should be deep 
enough to conceal the cramp, and 
is filled in with lead or cement 
to protect the latter from oxida- 
tion. 

Fiir. 140. Combined Cramp and DoweL , . .1 v i jj i 

^ ^ character the combined cramp and dowel 

shown in Fig. 1 40 has been adopted, but it would not be used in these days. 
RC. — I E 
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Lead Plugs are formed by pouring molten lead into plug-holes (generally 

dovetail-shaped) formed in the stones, as shown in 
section Fig. 141. The holes slope downwards, in order 
that the lead may run at' once into the ends and 
comers so as to fill them completely. 

Bebated JointB between two stones are made by 
taking a check out of the end of each, so that they may 
overlap each other. They are exactly similar to those 
Fig. 141. Lead Plug, ^g^^j ^ joiners* work, and shown in Fig. 293. 

An illustration of their use is given in Fig. 146. 

Tabled Joints are those in which a wide projection is left on one stone, 
fitting into an indentation cut in the other. Joints formed like this are 
often said to be joggled. They involve a waste of material, and are used 
only for heavy work subject to concussion, such as the walls of lighthouses. 

Special Joints of elaborate form, of dovetail form horizontally 
and sometimes vertically also, are used in lighthouses and in 
some other works intended to resist the action of the sea, but 
they cannot here be described. 



DEESSINGS. 

Quoins are the comer stones of buildings. They play an 
important part in binding the walls well together at the angles, 
and are often made conspicuous by better or more pretentious 
workmanship. 

In heavy masonry they frequently project an inch or two from 
the face of the wall (see Figs. 122, 123), and the margin is either 
" sunk drafted," ^ moulded, or chamfered, the faCe being boldly 
worked, *' rusticated " (see Fig. 122), or left with the rough " rock " 
or " quarry face." 

The quoins of rubble walls are often in ashlar, of a better stone, 
with close joints — the face being either left rough or worked 
according to taste.^ 

In some descriptions of work the quoins are made of the exact 
height of the courses of rubble, being first set as gauges, to which 
the latter are levelled ; but frequently the quoins are quite inde- 
pendent of the rubble, and irregular in every way — no two stones 
are of the same size or shape, and the joints abutting against the 
rubble are left rough and not kept vertical (see Figs. 132, 143). 
Stone quoins to brick walls should be the exact depth of a certain 



^ Sunk draft is a margin, as described at page 40, sunk below the general surfieu^e 
of the stone. 

^ The different methods of working the faces of stones, and the operations of stone 
catting, do not fall within this Course. 
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number of • courses, so that they may readily bond in to the 
brickwork. 

Second Quoins, such as those shown at 5 s in Kg. 1 46, are 
sometimes used, where the ordinary quoins are smaD, in order to 
give additional strength to the angle of the wall. The stretchers 
may be doubled as well as the headers. 

Window Sills (see page 10) should be worked smooth, rubbed, 
and weathered,^ so as to get rid of the water as quickly as possible, 
and throated,* to prevent it from falling on the wall below them. 

An ordinary window sill is shown in elevation in Figs. 94 and 
547, and also in Fig. 15 and others. The corbels yy, shown 
below the sill in the latter case, may be required for support of 
very projecting sills, but are often added only for ornament. 
The most usual form of section is given in Fig. 543. 

A groove should be cut along the centre of the upper surface 
of the sill, to correspond with one in the bed of the oak siQ of the 
window frame, into which a metal water bar or tongue {wb. Fig. 
545) is inserted, to prevent wet from getting in through the joint. 

With the same view of preventing the entrance of wet, the 
stone sill is sometimes checked out to receive the oak sill, as 
shown in Fig. 540, but this is an expensive construction seldom 
adopted. 

Different methods of finishing the ends of sills are shown in Figs. 
94, 541, 542, 544, 545, etc. 

Window and Door Jambs. — In the commoner buildings these 
may be of rubble ; but they are more fre- 
quently of cut stone even in rubble walling. 
They are generally formed with reveals, as 
explained at page 10, the thickness of stone 
in front of the check, or sinking for the frame, 
varying from 6 to 12 inches. 

It is important to secure a good bond 
in the jambs of all openings ; every header 
should go right through the thickness of the 
wall, the alternate stones stretching along 
the face.* 




Fig. 142. St(yM Jamb 
wUh Reveal. 



^ Wealh€rtng is dressing oflf the upper surface of a stone to a slight slope, in order 
that the rain may not rest upon it. 

* Throating is cutting a groove or throat on the under side of that part of a stone 
which projects over a wall, in order that the water trickling over the face of the stone 
may be stopped before it reaches the wall. 

' Sc. IrUnrnds and, OtUbonds, 
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The stones forming the jambs — (" jambstones "^) may be cham- 
fered, moulded on the outer angles, or ornamented in different 
ways to suit the style of the building. 

To save expense, architraves^ or other ornamental mouldings 
are often worked separately in thin strips, or stuck up on edge 
round the door or window opening to be ornamented. 

In other cases the jambs each consist of one long stone on 
end, the height of the opening, with the architrave worked 
upon it. 

Lintels— Window and Door Heads. — Stone lintels may be 
used to cover any narrow opening in a wall. 

When intended to form a " head " to a door or window opening, 
the lintel rests on the jambs, and the under side in some cases is 
checked out so as to form a reveal for the head of the frame. 

It is better, however, that the under side or " soflSt " of the 
lintel should be left flush throughout, a wood lintel with relieving 
arch, concrete beam, or flat arch, supporting the wall behind it, 
being kept higher than that of the stone lintel, so that room is 
afforded for the head of the wood frame (see Figs. 543, 545). 

It is often advisable to relieve the stone lintel of the weight 
of the wall above it This may be done by a relieving or dis- 




Fig. 143. 
SUme Lintel with Relieving Arch, 

charging * arch, which either forms a feature in the elevation, as 
in Fig. 143, or if that be objectionable, the walUng above may 
be formed in a sort of flat arch without being conspicuous (see 
Fig. 542). 

When a discharging arch is used, it is sometimes made of the 

^ Sc. Ryhaies, The inner rough stone sometimes used at the back of the stretchers 
instead of nibble is called a Scuntion. 

^ An Architrave is an ornamental border formed round an opening such as that for 
a door or window. ' Sc. Saving arch. 
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same span as the 0|>enmg, so that it rests upon the ends of the 
lintel instead of being just clear of them as shown in the figure. 

The " core" or portion between the soffit of the relieving arch 
and the top of the lintel, should be left out until the whole work 
has taken its bearing, or the settlement of the arch may cause the 
core to bear upon and to break the lintel 

String Courses (see p. 9) should, as a rule, extend well into 
the thickness of a wall to give it strength. 

They should, if of sufficient projection, be weathered and 
throated. 

Stone string courses in brickwork should be of 
the exact height of a certain number of courses 
of bricks (see Fig. 144), otherwise they will 
necessitate bricks being cut, or upset the bond. 

The stones are sometimes united to one another 
by metal cramps, so eis to form a continuous band 
round the building. ^^ „^ ^^ 

Corbels are stones projecting from a wall, stHngdmrti. 
generally in order to form a support, as ia Fig. 287. 

When the weight to be borne is very great, and in other cases 
(see p. 9), several courses may be corbelled or gathered over, as 
already described. 

Eaves Courses (see p. 8). — An example of a stone eaves course 
arranged so as to support an iron gutter is shown in Fig. 452. 

Copings ^ (see p. 7) should be in as long stones as possible, 
to avoid joints which admit the wet. 

The upper surface should be weathered, and horizontal copings 
should be throated. 

The stones of an ashlar coping may be cramped or dowelled 
together, or united by lead plugs. 

On a steep ramp or gable it is necessary to dowel the coping 
to the wall to prevent it from slipping down the slope, or the 
same object may be attained by working the coping with a hori- 
zontal bed, and of such a depth as to enter the wall, as shown at 
L in Fig, 146. This is not, however, usually done with every 
stone, but only at intervals in the length of the coping. 

A common construction is to cut the backs of these stones 
vertically downwards from the point a, so that they are triangular 
in section (see Fig. 132), but this is not so good a form as that 
shown at L in Fig. 1 46 ; especially in a gable of steep pitch, as the 

' Sc. Ct^KS. 
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height of the stone would be greater than ita base, and it would 
have a tendency to tilt over when the thrust came upon it. 

The joints of inclined copings may be rebated aa shown in Kg. 
146, so that as the wet which gets in at the top of the joint 
cannot flow upwards in the rebate, it is prevented from entering 
the wall. 

Saddle-back Coping. — F^. 14s is the section of a saddle- 

I,,,, backed coping ; , the top, instead of being formed 

f V^ J ly two plane surfaces as shown, is frequently 

' ^ lounded. 

Parallel Coping is one of which the upper 

and lower surfaces are parallel Such a coping 

'*&«* Con no ' ™^y ^® "^ ^°'^ gables or rampa where it is laid 

at an inclination, and therefore a sloping transverse 

surface to throw the water off is not necessary. A coping ^ of 

this kind is shown in section in Fig, 457. 

Feather-edged Coping. — Fig. 321 shows this form of coping 
on a parapet wall. It ia weathered in one direction only, so as 
to throw off the water into a gutter on the inside. 

Copings for Rubble Walls may be formed with long stones 
laid horizontally on the top, and either left rough, or worked; or 
they may have a rough coping consisting of flat stones on edga 
These are sometimes alter- 
nately high and low, so as 
to present a rugged and pic- 
turesque appearance (see Fig. 
124, p. 43). 

The coping of a pier or 
column is called the Capital, 
that of a chimney is called 
the Cap. 

Skew Corbel.' Kneeler 
or Kkee Stone (K, Fig. 1 3 2) 
is the stone at the foot of a 
coping on a gable or ramped 
wall It is sometimes cut 
off vertically downwards 

from the point a, but such a Fig- 1*8- Shmeing Jpex-alone S, Knttler- K, 
construction is objectionable avdSitor^Qw>i-M$,. 

for the reasons given at p. 53 with regard to the stone L. It is 

' Sc A copbg in this position is called a ikev;. * So. Club-tketo. 
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better that the kneeler should tail into the wall as shown at K 
in Fig. 1 46, so that it has a base much greater than its height, 
and the rubble above it helps to keep it in its place. 

Saddleatone is that forming the apex of a gable ; also called 
Ridgestont and Apex-stone. 

Cornices (see p. 8) should project well, so as to protect the 
wall from wet, and should be weathered and throated. 

It is important that sufficient of the cornice should rest on the 
wail to balance the projecting portion, or it will press unfairly on 
the front of the wall and be unstable. 

Sometimes the stones are left- a little h^h at the joints between 
them, as at x. Fig. 147. This is called "saddling the j(nnts,"^ 
and is intended to throw the water off them, but involves much 
expense in extra labour. 

The joints between the stones of the cornice, and also those of 
the blocking course 01 parapet above, are often secured by lead 
plugs (see p. 50). 

The cornice may itself form the uppermost member of the wall, 
or it may be surmounted by a blocking course, by a parapet wall, 
or by a balustrade 

COBKICE. — In the first case a laglet ' may be required to receive 
the flashing or apron of a 
lead gutter at the back of 
the cornice, as shown in 
Fig. 147, or the gutter 



may be formed in the stone itself, as in Fig. 
454, care being taken to line the hollow 
with lead or cement if the stone is at all 
porous. Sometimes the whole upper surface 
of the cornice is covered with lead. 

Cornice amd Blockino Couesk — This 

may be seen in the section Fig. 476. The 

Fig. 148. Cornice and top of the blocking course is generally 

a luire . grooved to receive the lead of the gutter 

r apron, or the latter may be allowed to extend over it 

Cornice and Baldstrade, — This is shown in Fig. 148. The 

' Sometimss called " icaUr-joiiUing." ' See p. 22CL 
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small columns are called balusters, and are divided into groups 
by solid panelled blocks called ''pedestals." In Fig. 148 a half 
pedestal is shown in elevation at the angle. 

Cornice and Parapet. — This is a similar construction to that 
last mentioned, except. that the cornice is surmounted by a solid 
wall. See Fig. 321 and others. 



Chapter IV. 

CARPENTRY. 
JOINTS AND FASTENINGS. 

Qenerel Bemarks. — In designing joints and fastenings the 
carpenter should bear in mind not only the present position and 
form of the parts he places in contact, but also the changes that 
wiU certainly occur from the shrinking and settlement of the 
timbers, otherwise pressures will come upon parts not intended to 
receive them, and the pieces will frequently be crushed or split 
at the points of contact. 

The principles which should be adhered to in designing joints 
and fastenings are laid down by Professor Rankine as follows : — 

1. To cut the joints and arrange the fastenings so as to weaken the pieces of 

timber that thej connect as little as possible. 

2. To place each abutting surface in a joint as nearly as possible perpendicu- 

lar to the pressure which it has to transmit. 

3. To proportion the area of each surface to the pressure which it has to bear, 

so that the timber may be safe against injury under the heaviest load 
which occurs in practice, and to form and fit eveiy pair of such surfaces 
accurately, in order to distribute the stress uniformly. 

4. To proportion the fastenings so that they may be of equal strength with 

the pieces which they connect 

5. To place the fastenings in each piece of timber so that there shall be suffi- 

cient resistance to the giving way of the joint by the fastenings shearing 
or crushing their way through the timber. 

The simplest forms of joints are the best, so that the parts may 
be fitted with the least possible inconvenience. Double abut- 
ments, such as that in Fig. 182, should be avoided, as they are 
difficult to fit; moreover, when the timber shrinks the whole 
strain may be thrown upon one of them. 
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Classiflcation. — Joints. — The various forms of joints used in 
carpentry may be arranged as follows : — ^ 



Nattire of Joint. 



Joints for lengthening " ties " or beams in 
tension 

Joints for lengthening ** struts " or beams 
in compression 

Joints for lengthening beams under cross 
strain 

Joints for beams bearing on beams . 



Joints for beams on posts 
Joints for posts on beams 
Joints connecting struts with ties 
Joints connecting struts with posts 
Strut and beam joints . 
Tie and brace joints 
Suspending pieces . 



Fonn of Joint used, and page in which 
it is described. 



Lapping, p. 58. Fishing, p. 59. 

" Scarfing, p. 60. 

. Tabling, p. 59. 

f Halving, p. 64. Dovetailing, p. 64. 
J Notching, p. 66. Cogging, p. 66. 
I Tusk tenon, p. 68. 
^ Chase mortises, p. 73. 
\ Tenon, p. 67. Joggle, p. 70. 
/ Bridle, p. 73. 

} Oblique tenon, p. 70. Circular, p. 73. 
Bridle, p. 73. 
Mitre, p. 75. 

Dovetailing, p. 75. Notching, p. 66. 
p. 75. 



Fastenings are used for making joints more secure, and may 
be classified thus : — 



Wedges, p. 76. 
Keys, p. 77. 

f Wood pins, p. 77. 
Pins . -j Nails, p. 78. 

I Spikes, p. 78. 



Pins . 

Straps, p. 80. 
Sockets, p. 82. 



r Trenails, p. 78. 
-| Screws, p. 78. 
I Bolts, p. 79. 



JOINTS. 

Beams are joined in the direction of their length by " lapping," 
" fishing," and " scarfing." 

Lapping. — This consists in simply laying one beam over the 




I 



Fig. 149. Lapping, 

other for a certain length, and binding them together with straps, 
as shown in elevation in Fig. 149, or, if the joint is to stand a 
tensile strain, with bolts. 

^ A modification of the arrangement given in Rankine's OivU Engineeringf p. 453. 
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Dr. Young ^ says of this joint : " We acknowledge that this "will 
appear an artless and clumsy tie-beam, but we only say that it 
will be stronger than any that is more artificially made up of the 
same thickness of timber." 

I^Mng. — -*i'he ends of the pieces are butted together, and an 
iron or wooden plate or ^'fish-piece " is fastened on each side of the 
joint by bolts passing through the beam. Fig. 150 is the plan 
of a joint fished with wooden plates, and Fig. 153 shows one 
fished with iron plates. 
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Fig. 160. Fishing with Timber Plates, 

The bolts should be placed chequerwise (see Fig. 1 5 9), so that 
the fish plates and timbers are not cut through by more than one 
bolt hole at any cross section. 

When subjected to tension, the chief strain comes upon the 
bolts (which are but slightly assisted by the friction 
between the "fish-pieces" and beam), these are 
loosened by the slightest shrinkage of the timber, 
and they then press upon the fibres, crush them, 
and thus cause the joint to yield. 

This dependence upon the bolts may be lessened 
by indenting or " tMing " the parts together, as 
at T T, Fig. 151, or by inserting keys, k k, but 
these arrangments decrease the section and strength 
of the beams. 

This is a very strong form of joint, but clumsy in 
appearance. It is useful for concealed work, or in 
rough and temporary structures, such as scaffolds. 

When a beam is fished to resist compression, 
there should be plates on all the four sides. 

A fished joint is manifestly unsuited to resist a 
cross strain. 

T%e strength of fished joints in tension depends 

(a) On the effective sectional area of the fish plates being together equal 
in tensile strength to the effective sectional area of the beam. 

(h) On the sectional area of the bolts being sufficient on either side of the 
joint to resist shearing. 

In practice it is usual to take the sectional area of the bolts as equal 
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Fig. 151. Fished 
Joint showing 
Keys kkf and 
Tabling T T. 
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^ Encydopcedia Britannica^ 



6o 



NOTES ON BUILDING CONSTRUCTION. 



on either side of the joint to at least \ the effective sectional area of the 
tie. 

(c) On placing the bolts in such a way, and at such distances, from the 
ends of the fish plates and butting ends of the timbers — that thej will not 
y draw through them — by shearing out the wood in front of them. 

{d) On giving the bolts such bearing area as will prevent their cutting 
their way through the timbers on the fish plate& It is in this way that 
fished ties are most liable to yield. ^ 

Scarfed jointa are often fished with iron plates to assist the 
scarf (see Fig. 155, etc.) These plates also serve to protect the 
wood from being crushed by the bolts. They are sometimes 
turned down at the ends into the timber, so as to assist it in 
resisting tensional strains. It has been recommended that the 
indented ends should not be opposite to one another, as in Fig. 
157, for in that position they cut into the timber at the same 
cross section, and weaken it more than if they are placed as in 
Fig. 1 59.' 

Scarfing. — General Eemarks. — Figs. 153 to 161 show sec- 
tions of several forms of " scarfs " ^ — taken chiefly from Tredgold's 
work on Carpentry. It will be seen that they present a neater 
appearance than fished joints, inasmuch as the pieces are cut to 
fit one another, so that the resulting beam is of the same thick- 
ness throughout. 

Much ingenuity has been expended in devising scarfs of very 

intricate form, but the simplest are the best, as they are 

the easiest to fit accurately together. 

Many of the intricate forms given in books will be 

found to be useless upon being tested by the following 

principles laid down by Tredgold : — 

When two pieces of timber are tabled together, as shown in Fig. 
1 52, if a tensile strain in the direction of the arrow comes upon the 
joint, it is evident that it would tend to shear off the pieces ahic, 
cifdy by sliding them along the grain, also to crush the ends of 
the fibres at c i, and further to tear the beams asunder at h c, t k. 

As " the weakest part is the strength of the whole," there would 
y ! be no use in making 6 c wide enough to resist tearing if the piece 

ahic were so w^eak as to be dragged off, and vice versa. 

In such a scarf, then, the strength of c i to resist compression, 
that of c ifd and cih a to resist shearing, and of 6 c or t ^ to resist 
tearing, should all be equal.^ 

\ I The bearing surfaces of indents which undergo com- 

Fig. 152. pression, should be at right angles to the direction of the 

1 Seddon's Builders' Work. ' Ihid. 

' So. Scares, * See Tredgold's Rules, page 62. 
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compressing force : there is a temptation to make them oblique 
(see Fig. 154), in order to hold the pieces together close side by 
side. This is not an objection when the beam is exposed only to 
tensile strains, but under compression, the angular point of one 
piece tends to tear or split the other. 

In the succeeding figures it will be noticed that the scarfs are 
frequently aided in their resistance to strains by the use of fish 
plates, of hard wood keys, and of wedges. In applying these 
accessories to scarfs, their strength must be proportioned to that 
of the parts of the scarf itself — e. g, the strength of the fish plates 
(after being weakened by the holes for the bolts) must be equal 
to that of the beams to be united ; and the resistance to shearing 
afforded by the keys must be equal to that of the portion of the 
scarf on either side. ! 

Different forms of Scarfs. — From the above remarks, it will 
be manifest that the form of the scarf should be varied 
to suit the nature of the strain it is to bear. 

Scarf to resist Compression. — Fig. 153 shows in 
elevation a very simple form of scarf, evidently 
well adapted to resist compression. The bearing 
surfaces are large, and perpendicular to the com- 
pressing force. Its form does not help it to resist 
tension. Under a tensile strain it would depend 
entirely upon the shearing strength of the bolts to 
hold it together. Nor is it adapted for a cross strain, 
which would bend the iron plates and tear out the 
bolts. 

A modification of this scarf is sometimes formed Fig. 153. Scarf 
like that in Fig. 157, but when intended to resist to resist Com- , 
compression only, the keys k k are not required. pressian. 

Any scarf containing oblique bearing surfaces is not adapted 
to resist compression, for reasons already given. 

Scarf to resist Tension. — The scarf shown in Fig. 1 54 is often 
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Fig. 154. Scarf to resist Tension. 

used for beams to resist a tensile strain. It will hold without the 
aid of bolts or straps, but the triangle abc offers a weaker resist- 
ance to the pressure of the wedges than when the joint is left 
square, as in Fig. 156. 
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A splayed angle or " sally " is formed at each end to hold the 
pieces together side by side. 

The oblique surfaces of this scarf make it ill adapted to resist 
compression, and the angles wWch receive the splayed ends are 
liable to be split by their pressure. 




Fig. 155. Joint fished vritk Iron Plates^ and Scarfed to resist Te7ision. 

Fig. 1 5 5 is a modification of the last, often used in prefer- 
ence. 

Scarf to resist both Tension and Compression. — The form of scarf 
shown in Fig. 1 56 is well adapted to resist both tension and com- 
pression, even independently of bolts and plates. 

It is evidently weak in cross section, on account of the timber 
being so much cut away, and therefore it is not fit to withstand a 
transverse strain. 
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Fig. 156. Scarf to resist Tension and Compression. 

The wedges shown in the centre are most useful when bolts 
are to be added, in which case they bring the parts of the joint 
up to their eventual position before the bolts are inserted, so that 
there may be no cross strain upon the latter. 

Fig. 1 5 7 shows a modification of the last, in which the tabling 




Fig. 1 57. Sairf with Keys k k to resist Tension and Comjnession. 

is avoided, and the necessary resistance to tension is given by 
means of keys of hard wood; h k, as shown ; or pairs of wedges 
such as that shown in Fig. 156 may be used with advantage. 
Scarf to resist Cross Strain. — ^When a beam is subjected to a 
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Fig. 158. Scarf to resist Cross Strain. 

transverse strain, the fibres of its upper part are compressed, and 
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those of the lower portion distended, as shown in an exaggerated 
form by the dotted lines in Fig. 158. 

In scarfing such a beam, therefore, the indents in the upper or 
compressed portion should be kept square and perpendicular to 
the pressure, while those in the lower, or distended part, may be 
oblique, as they have to resist tension only. 

The strength of the scarf is increased by inclining a 6 so as to 
have as great a thickness as possible at c h. The angle at h tends 
to hold the pieces together. 

It has been found by experiment ^ that a joint to resist cross 
strain is stronger when scarfed vertically throv^gh its depth, as in 
Fig. 159, than when the scarf is formed flatwise across its width, 
as is usually the case. 




' Fig. 169. Joint Scarfed vertically and Fished to resist Cross Strain, 

Scarf to resist Cross Strain and Tension. — If, in addition to 
transverse pressure, the beam is exposed to a strain in the direction 
of its length, its resistance to tension is afforded by placing a 
wrought-iron plate over the joint on the lower side as shown in 
Fig. 160. 




Fig. 160. Scarf to resist Cross Strain and Tension. 

In this scarf the angle at a is rather weak, but the line a & is 
necessarily oblique, in order to get a sufiBcient thickness at 6 c to 
resist the transverse strain. 

Scarfing Wall Plates. — Fig. 161 shows the usual way of scarfing 
wall plates. The wedge-shaped portion is technically known 
as the " calf," or " kerf." 
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Fig. 161. Scarfed Wall PlaU. 
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Tredgold's Rules. — ^Trodgold gave the following practical rules for proportioning 
the different parts of a scarf, according to the strength possessed by the kind of 
timber in which it is formed, to resist tensional, compressile, or shearing forces, 
respectively. , 



By Colonel Beanfoy. See Barlow's Strength, of Materials, Art. 68. 
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In Fig. 152, c d must be to e & in the ratio that the force to resist sliding or shear- 
ing bears to the direct cohesion of the material — that is, 

In Oak, Ash, and Elm, ed must be equal to from 8 to 10 times c 5. 

In Fir and other straight-grained woods cd must be equal to from 16 to 20 

times e h. 
The sum of the depth of the indents should equal 1^ the depth of the beam. 
y The length of scarf should bear the following proportions to the depth of the beam. 

Without Bolts. With Bolts. aSd*?nSSiS. 
Hard Wood (Oak, Ash, Elm) 6 times. 3 times. 2 times. 

Fir and other straight-grained woods 12 ,, 6 ,, ^ >i 

Halving of the simplest kind is shown in Fig. 162. Half the 

thickness of each piece is checked out, 

and the remaining portion of one just 

fits into the check in the other — the 

p ^^^^^ upper and under surfaces of the pieces 

Fig. 162. Halved Angle Joiiii being flush. This is a common way of 

of Wall Plates, joining wall plates or other timbers, at 

an angle where there is not room to let the ends project so as to 

cross one another. 

Bevelled Halving. — In this joint the surfaces of the checks are splayed 
up and down, as shown. If the lower 
beam is firmly bedded, and the upper 
beam has a weight upon it, so that the 
surfaces are kept close together, their 
splayed form prevents the upper beam 
from being drawn away in the direction 
of its length, and greatly strengthens ^ 
the joint. ^ 

Dovetail Halving, see below. ^^S- ^^3. Bevelled Halving. 

Dovetails are so called from the shape of the pieces cut to fit 
one another. 

They are objectionable in carpentry, because the wood shrinks 
considerably more across the grain than along it The conse- 
quence is, that as a & (Fig. 1 64) 
shrinks more than c d, it is easily 







Fig. 164. Common Dovetail Halving, Fig. 165. Shouldered Dovetail, 

drawn partly out, and does not form a firm connection. The 
joint is, moreover, very weak at the angles ww. This is some- 
times improved by cutting shoulders to the dovetail, as at s s in 
Fig. 165. 
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Dovetaib are not liable to the first objection mentioned above 
when the grain in both pieces runs the same way, but in that 
case, if the timber shrinks, or is strained in the direction of its 
length, the cheeks are very liable to be split ofif. 

Dovetail Halving (Fig. 164) is a joint in which the dovetail 
is half the thickness of the piece upon which it is cut, and the 
notch to receive it half the thickness of the other piece. 

See Dovetail Notch, page 66 ; and Dovetail Tenons, page 
70. 

Notohing. — ^A beam resting upon another may be notched as 
shown in Fig. 1 66. 




Fig. 166. JoUts notched on to Wall Plate. 

Joists are sometimes thus fitted to wall plates, and when the 
joists differ in depth the depth of the notches is also varied so as 
to bring the upper surfaces of the joists to the same level. It 
will be seen there is nothing to tie 
the wall plate in toward the direction 
of the arrow. 

In other cases the end of the joist 
projects, and is left on as shown in 
Fig. 167; it then grasps the wall 
plate and holds it in. 




Fig. 167. Joists notched out to 
Wall Plates, ends left on full depth. 



DouBX<E NoTCHiNO. — If the notch is required to be a deep one, half of it 
may be taken out of each timber, ae shown in Fig. 168. 




Fig. 168. Double Notching. 

When each timber is notched to half its own depth, this joint becomes 
another form of halving (see page 64). 

B.C. — I F 
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Dovetail Notch. — This is a good way of joining wall plates at angles. 
The inside of the joint is dovetailed, and the outer side is left straight. 

Sometimes the joint is tightened up by a wedge driven in on the straight 
side. 

The defect of the dovetail is partly remedied by the grasp the projection 
of the upper beam has upon the lower. 




< 




Fig. 169. Dwetail Notch, 



Fig. 170. TredgolcTs Notch, 



Tredqold's Notch. — The form of joint shown in Fig. 1 70 was recom- 
mended by Tredgold as a substitute for the dovetail, but is seldom, if ever, 
used in practice. 

A similar form was recommended by the same authority for uniting the 
ends of a collar tie to the rafters (see page 75). 

" Cogging," " Corking," or 
"Caulking." — In this joint (see 
(Fig. 171), the notch on the lower 
beam is only partly cut out, leaving 
a piece or " cog " (like that of a 
cogged wheel) uncut. The upper 
beam contains a small notch only 
wide enough to receive the cog. 




Fig. 171. Cogged Joint, 



" Cogging " has the following advantages over notching. 

The upper beam is kept at its full thickness at the point of support, and 
is therefore slightly stronger than when notched. 

The cog gives the upper beam a hold on the lower, even when its end 
does not project beyond the latter. 

Joists or binders may thus be cogged on to wall plates : if they 
project beyond the wall plate, as dotted 
in Fig. 172, the cog may be made broader, 
but if not, the cog must be narrow and 
kept toward the inside, so that there may 
be sufficient substance of timber (x y) on 
the joist beyond it to resist the strain. 

The aboVe arrangement takes a considerable piece out of the 
lower beam. When this is supported throughout, as in a wall 






Fig. 172. Joist cogged on 
to WcUl PlcUe. 
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a rectangular hole 
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plate, it is of no consequence, but, if it spans an opening, it is 
desirable to weaken it as little as possibla 

In such a case, for instance, as co^ng joists on to binders (see 
Fig. 281), or purlins on to principal rafters, the notches in the 
bearer are made very small, only about an inch or so in depth, and ex- 
tending inwards about the same distance from the sides of the beam. 
Mortise and Tenon Joints. COMMON Tbnon. — The simplest 
form of this joint is when a vertical 
timber A meets a horizontal beam B 
at right angles. 

In Figs. 173, 174, the Tenon (T) is 
formed by dividing the end of A into 
three,^ and cutting out rectangular 
pieces on both sides each equal to the 
part left in the middle. 

The Mortise is 

cut to receive, the tenon. The sides Fig. 178. MoHUe md Tmon, 
(C C, Fig. 174) of the mortise are called the Cheeks ; the surfaces 
(C C, Pig. 173) on which the shoulders of the tenon rest are 
sometimes called the cibutment cheeks. 

The springing of the tenon from the beam is called its " root " 
(r, Fig. 174); SS are the shotdders, smd p (Fig. 173) 
the pinhole, which is generally placed at J the length 
of the tenon from the shoulder, and is in diameter equal 
to ^ the thickness of the tenon. 

If the tenon reached exactly to the bottom of the 
mortise, it would take its share of the pressure on the 

XK„ 174, 

MoH' nd V^^^> ^^^ ^^ ^ diflBcult to make it do so with accuracy, 
Tenon, especially as the mortise cut across the grain shrinks 
Section, more in depth than does the tenon cut along the grain ; 

in practice it is therefore generally made a little shorter than 

the depth of the mortise, so that the shoulders may bear firmly 

upon the sill, which is more important. 

When a horizontal beam is framed into another, and they are 

subject to a downward stress, as in the case of joists framed into 

a girder, the position and form of the mortise and tenon will be 

determined by other considerations. 

It has already been stated (page 62), that when a beam is 

subjected to a transverse stress, the fibres of the upper portion are 

^ The tenon is not necessarily ^ the width of the timber, bnt may be made in any 
proportion so long as it is thick enough to withstand the stress upon it. 
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compressed, and those of tbe lower portion extended. In the 
central line dividing these portions from one another there is 
neither compression nor extension, and it is therefore called the 
" ntuiral axis." ^ 

The mortise should be placed in the neutral axis of the girder, 
where the cutting of the fibres will weaken the girder the least, 
and where the mortise itself, and the tenon within it, will be free 
from tension or compression. 

With regard to the position of the tenon on the joist, the 
lower down it is the less likely is it to be broken, because the 
mutual pressures of the butting surfaces above it protect it 
irom cross strain, and also because there is a greater thickness 
of timber above it to be bent, or torn off, under a breaking 
weight. 

The tenon must not, however, be so low down that^there is not 
sufficient thickness of wood left below the mortise to support it. 
It is evidently desirable for the strength of the tenon that it 
should be as large as possible, but in the ordinary form, above 
described, this would necessitate a large mortise, and very much 
weaken the girder. That form, therefore, is not adapted for joints 
intended to bear a downward strain, for which the " tusk tenon," 
about to be described, should always be used. 

Tusk Tenon.* — This form was devised in order to give the 
tenon as deep a bearing as possible at the root, without greatly in- 
creasing the size of the mortise, and thus weakening the girder. 

This object is effected by adding 
below the tenon (T) the Tusk (l) 
having a Skoidder {s) which pene- 
trates the girder to a depth equal 
to J- of the depth of the joist ; above 
the tenon is fonned the Som (7t) the 
lower end of which projects to the 
same extent as the tusk. 
It will be seen that the strength of the tenon, between li and t 
is immensely increased as compared with the couuuoa form, while 
the mortise is not made much larger. 

The deptli or thickness of the tenon is generally about \ of the 
depth of the beam, 

^ The neutral axis ia coincident irith tti^ central line only so long aa the limit of 
etastidly has not been eiceedcd — that ia, so long as the timber con recoTer its former 
position when the gtrets is taken off. Bejond this Htnit its position changes, as 
nplainsd im Part IV. * Sometimea called s?nnildertd lerum. 
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It may be carried right through a narrow girder and pinned 
outside, as shown in Fig. 175.' 

In thicker girders it may penetrate a distance equal to twice 
its own depth, and ia pinned through the top of the girder, as in 
Fig. 176. 

Sometimes tenons are formed with a 
double tusk, but that form is not to be 
recommended (see p. 57), 

The mortise should, for the reasons 
stated above, be in the neutral axis or 
central line of the girder, qa shown in Fig. 
. 75 i pr.ctic.lly, hoover, it is genemlly '«■ '^'^ ^ J^-"'" 
placed with its lower edge on the centre 

line, as in Fig, 176, by which arrangement the tenon is in tlie com- 
pressed portion, and the tusk in the extended portion of the girder. 
Tredgold recommends that the tenon should be \ of the depth 
of the joiflt above its lower edge. This recommendation cannot 
always be followed without placing the mortise out of its proper 
position in the neutral axis, and thus weakening the girder. 

For example, when the girder and juist are of eqnal depth, as in Fig. 175, 
the tenon mast be kept ha^f-way up the joiat, as shown, or the mortiae would 
be below the neutral axis — would cut the extended fibres of the giider, and 
weaken it. 

Again, in some caeea the relative position of the girder and beam is deter- 
niinwl by the apace required by other parts of the framing — for instance, in 
a framed fiooi (see Fig. 280) more room must be left above for the bridging 
joists than below for the ceiling joists. Tliis necessitates the tenon buing 
higher, to bring it into the nentral axis of the girder. 

In every case it should be considered whether the girder or the joists can 
best aSbrd to be weakened ; if the former has an excess of strengtb,^ the 
tenon may be kept low, so as to strengthen the joist ; but if the joist has 
more strength to spare than the girder, the mortise should be in the neutral 
axis of the latter, even though the tenon nay be high up on the joist. 

In practice it more frequently happens that the joiste, rather than the 
girders, have an excess of strength ; so it is usual with carpenters to place the 
mortises with their lower edges on the neutral axis, and to let the position 
of the tenons on the joists be arranged to suit them. 

DotmLE Tesons are often used in joinery (see Fig. 492), but 
should be avoided in carpentry, as they weaken the timber into 
which they are framed, and both tenons seldom bear equally, so 
that a greater strain is thrown upon one of them than it is 
intended t« support. 

' Ttie hole in the tenon is mikde as shown slightly larger (in the direction of the . 
length of the tenon) than the wedge, so that the latter when driven in may draw the 
beams tightly together. 
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Stub Tenon (or joggle) is a very short tenon, used where it is 
only required to prevent lateral motion — for example, to keep a 
post in its place upon a silL 

Housing is a term used when the whole of the end of one 

piece of timber is let for a short 
distance — or " housed " — into an- 
other, thus the end of the rail is 
housed into the post in Fig. 1 76a. 
The " housing " is shown in dotted 
lines (see Joinery, p. 142). 

Dovetail Tenons are those in 
which one side of the tenon is 
splayed so as to form half a dove- 
■^'^- ^^^' tan, the other side straight. The 

mortise is also splayed on one side, and is made rather wider 
than the tenon, which is placed in position, pressed well up 
against the dovetailed side of the mortise, and then secured by a 
wedge driven into the interval left on the straight side. 

Notched Tenons have one side notched and the other straight ; 
one side of the mortise is also notched to correspond, and the tenon 
secured by a wedge on the other side. 

Oblique Tenons.— When timbers are joined at an togle other 
than a. right angle the tenon has to be modified in form. If 
constructed as in Fig. 177, it would be very difficult to work the 
mortise to receive it ; moreover, the long tenon would have a 
tendency to tear up the joint in case of any settlement of the 
inclined beam ; and further, it would be almost impossible to get 
the tenon into the mortise when the pieces to be joined formed 
part of a system of framing. 
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Fig. 177. Oblique Terum, had form. Fig. 178. Oblique Tenon. 

These evils may be remedied by cutting off the end of* the 
beam, as shown at a. Fig. 178. 

J This is the simplest mortise and tenon for oblique joints, but 
the only resistance it affords is that offered by the strength of the 
tenon, which is liable to be crushed, and would in large carpentry 
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works be quite insufficient to meet the heavy strains that might 
come upon it.^ 

To remedy this, the cheeks of the mortise are cut down, as in Fig. 
1 79, to the line d 6, so that while the tenon is retained to prevent 
lateral motion, the whole width of the beam itself presses against the 
abutment a d, by which a much larger bearing surface is obtained. 





Fig. 179. Oblique Terum Joint with Fig. 180. Obliq^te Tenon and Mortise, 

Bolt at foot of Principal Rafter. for Joint between foot of Principal 

Rafter and Tie Beam, 

Figs. 179, 180 show the joint as frequently constructed for the 
junction of a rafter and tie beam. Tredgold recommends that the 
depth a d should be greater than half the depth of the rafter, and 
at right angles to d b. It is generally kept shallow from a fear 
of weakening the tie beam ; except for this reason, the deeper a d 
is made the better, and it is often cut perpendicular to the upper 
surface or " back" of the rafter, as shown in Fig. 179. 

The joint in Fig. 1 8 1 is a modification of the last. 





Fig. 181. Obliqite Tenon Joint at foot 
of Principal Baftcr, vnth Strap, 



Fig. 182. Oblique Tenon Joint with 
Double AbiUment. 



Fig. 182 shows a joint with a double abutment This joint is very diffi- 
cult to fit with accuracy, and is open to the objections stated at p. 57, but it 
is sometimes used when the angle of the joint is very oblique, and when 
there is consequently a large bearing .surface. 

In putting such 'joints together they should be left slack at b 
so as. to allow for settlement of the framing. 

^ From Newland's Carpenter's and Joiner's Assistant 
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As the piece of the tie beam beyond the foot of the rafter would 
have to be left inconveniently long to prevent its being shorn oflF, it 
is relieved of some of the pressure, and the joint is secured by means 
of a strap or bolt, which also serves to keep the rafter in position. 
The relative merits of these fastenings are pointed out at page 80. 
In framing an inclined beam into a post either at its head or 
foot a tenon joint is used. 

It is advantageous to make the head of the post larger (as 

shown at X in Fig. 1 83), so as to get an 
abutment square to the inclined beam. 

If the head of the post be not large 
enough to afford the square abutment, it 
may be cut as at Y. 

The tenon shovdd be made, if possible, 
the whole depth of the inclined beam, 
but in cases where the top of the post is 
cut off close to the back of the rafter, as 
in some roofs (see Fig. 184), the tenon is 
necessarily made narrower in order to 
leave some wood on the post above it 
to form a strong upper cheek to the 
mortise. 

In all cases the joint should be left a little open at a, so that 
when the framing settles it may not bear too severely upon the 
angle at the top of the rafter. 

The same remarks apply to joints at the feet of posts. (See 
the lower part of Fig. 183.) 




Fig. 188. TeiMm Joints at 
head and foot of King Post, 





Fig. 184. Fig. 18&. 

Tenon Joints at head qf King Post, with Straps, 

When the extremities of the post cannot be enlarged the 
inclined beams may be tenoned into it, as in Fig. 184. It will 
be seen that this arrangement weakens the post, and reduces the 
size of the tenon. Whereas the form in Fig. 185 gives a very 
inclined abutment 
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Fig. 186. Chaae-Mortise, 



Many other positiona in which the mortise and. tenon are 
applicable will be seen in the different examples of framing 
throughout these notes. 

Chase-Mortises, sometimes called Pullsy- Mortises. — If a 
piece of timber has to be framed in between two beams already 
fixed, it is evident that the tenons 
could not be got into ordinary mortise 
holes. 

To enable the cross-piece to be 
fixed a chase is cut, as shown in Fig. 
1 86, leading to the mortise, m, and 
the cross-piece is first held obliquely 
until the tenon enters the end of the 
chase at a, whence it is slid along 
into its place at m. 

It may sometimes be necessary to make a vertical chase-mortise 
in a horizontal beam. This should, however, be avoided if 
possible, as it cuts through so many fibres. The mortise should 
be parallel to the grain of the timber. 

CircTilar Joints. — Circular joints, especially for very heavy framework, 

have been recommended by Tred- 

gold, Itobison, and other writers, 

but theoretically they are not to 

be defended, and practically they 

are seldom, if ever, used. 

Fig. 187 shows the circular 

joints proposed by Tredgold for 

the head of a queen post with 

rafter and straining beam framed 

into it 

T?:^ 10T /v 7 T • 4 X -L J ^i^ » -J Bridle Joints are a sort of 
Jig. 187. (hrcmar J(nM for luad of Queen Post, - . , .. ,^ 

° .^ V IP converse of the mortise and tenon. 

The simplest form, that for 'a post resting on a sill, is shown in Fig. 188. 

It will be seen that a kind of mortise 
is cut in the post to fit the bridle, or 
projection (h h\ left upon the beam. 

Figs. 189, 190 show a bridle joint for 
the junction of the foot of a rafter with a 
tie beam. A similar joint may be used 
when the head of the rafter meets the 
king post. Such a joint, with the pecu- 
liarity of a circular abutment, is shown 
in Fig. 187. 

The bridle joint is sometimes made 
use of in practice, and is strongly recom- 
mended, in all its forms, by Tredgold, on 
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Fig. 188. Bridle Joint hetween Post 
and SilL 
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the ground that every part of it can be thoroughly seen into before it is put 

together, and can therefore be 
more easily fitted than the mortise 
and tenon. 

The width of the bridle should 
not, if possible, exceed \ of that 
of the beam, otherwise the cheeks, 
or pieces which fit on each side 
of it, will be weak, and liable 
to be wrenched oflP by a slight 
lateral pressure. 

Fig. 189 is the elevation of 
the foot of a principal rafter 




Fig. 189. Bridle JcniU with Strap at foot 
Principal Jlafter. 



of 




united to the tie beam by a 
bridle joint. Fig. 190 shows 
the timbers detached so as to 
make clear the construction of 
the joint The joint in Fig. 
189 is assisted by a heel strap, 
for a description of which see 
p. 80. 

Post and Beam Joints. 
— A post, either upon or 

under a beam, may be kept Fig. 190. BridU Joints for foot of Principal 

in its place by a joggle, or Rafter, 

stub tenon (as described at p. 70); but, as there is some danger 

of "the shoulders of the tenon bearing unequally and thus reducing 

the strength of the post, the 
angular bridle joint (Fig. 188) 
is recommended by Tredgold as 
being more easily fitted. 

It has been proposed that 
the lower end of the post should 
be formed with a circular abut- 
ment, but this has been proved 
by experiment to impair its 
strength. 

When the beam meets the 
post at right angles to the side 

of its head, as in Fig. 1 9 1, a vertical tenon may be used, as shown. 
If the beam is at an inclination to the post, one of the several 

forms of oblique joint may be adopted (see p. 70). 

Strut and Beam Joints. — In these it is only necessary that 

the pieces abut firmly, as long as there is no force tending to 

make them slide off laterally. 




^v\^ 



Fig. 191. Vertical Mortise and TcTionfor 
Joint between Post and Beam, 
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A plain mitre joint bisecting the angle, as at a, is preferable 

to any more complicated form, ~ 

snch as that at b,^ which tends £. £ — * i 

to produce unequal pressures, 
and to injure the timber. 

This form of joint is fre- 
quently rendered more secure by ^'S- "2- ^'^ '"^ *'"'" -^"'"^ 
acast-ironshoeformed to receive theends of the timbers at the angle. 

Tie and Brace Joints. — When two pieces of timber, meeting at 
an angle, are tied together, such as two rafters, united by a collar 
tie, or wall plates by an angle tie, it is very important that the 
joints between the ends of the tie and the other pieces should 
not draw out or yield in any way. 

One method of forming such a joint is to cut out of the 
raft«r or wall plate a notch of dovetail form, just sufKciently 
deep to aSbrd a bearing for the tie 
to rest upon, a corresponding notch 
is made in the collar tie, and the 
i joint is secured by a nail or pin 
driven through it. 

The dovetail in this joint is 
Fig. 193. DoKtoiir«an<iB»we/o.-nt objectionable, for the reasons al- 
ready given (p. 64), and in order to avoid it, Tredgold recom- 
mended a joint similar in form to 
that shown in Fig. 170. 

Suspending Pieces are used for 
supporting beams below them at 
one or more points. When adopted 
in a roof they hang from the point 
of junction of two rafters, and 
support the ends of the struts, as 
well as the tie beam. 

The rafters generally abut 
against the head of the suspend- 
ing piece, as shown in Figs. 183, 
1 84, 1 8 s ; but a better arrange- 
ment, in many cases, is to make 
the suspending piece in two 
thicknesses — the rafters being 
allowed to abut 
' The ftDgolar notch 





Fig. 19t King Post formed Fig. 196. 
with double Suspending Pieces. 



M which b fits, ia called s binlxnouth. 
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another, a thickness being placed on each side as shown in Figs. 
194, 195. BB are the rafters butting against one another; ss 
the suspending pieces, notched upon the rafters, and bolted to- 
gether through the blocks, 6 6. 

The lower end of the suspending piece, supporting a pair of 
abutting struts and the centre of a tie beam, is shown in the 
same figures.^ 

Wedging. — In order to keep a tenon tightly fixed, wedges are 

driven in, as shown in Fig. 196, 
between the tenon and the sides 
of the mortise. 

The mortise should be slightly 
dovetail-shaped in plan, being wider 
on the side from which the wedges 
are inserted, in order to allow room 
for them to be driven in alongside of 
the tenon. 
Fig. 196. Wedged Tetum Joints. yf^i&n the wedges are on that side 

of the beam which is in compression they are of use in strengthen- 
ing as well as tightening the joint. 

Wedges are generally sawn out of straight-grained wood, and 
are dipped in glue or white lead before they are inserted. 

Wedges are used in pairs for tightening up joints (see p. 60), 
being driven inwards so as to take up more room, and thus to 
force the parts of the joint together. When they are so used, 
great care must be taken not to drive them too hard, so aa to 
leave the joint with a violent strain upon it. 

Fox Wedging. — ^When a tenon is to be fastened into a mortise 
in a rail already fixed against a wall, or in any such position 
that the end of the tenon cannot be seen, it is secured by " fox 
wedges," thus — . 

A wedge is inserted in a saw-cut in the end of the tenon, as 
shown in Fig. 197. The mortise is made slightly wider at the 
back, and when the tenon is driven home, the wedge entering it 
splits and spreads out the wood, and makes it fill up the mortise. 

With a single wedge there is some chance of splitting the tenon 
beyond the shoulder. This is thus avoided : — Four or more very 
thin wedges are inserted, as shown in Fig. 198, the two outer 
ones being longer than the inner ones. As the tenon is driven 

^ Using timber thus in two thicknesses coupled together has many advantages, and 
is often a capital arrangement in light roofs. 
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home, these in aucceasiou split off thin pieces, wliich easily bend. 





Fig. 197. SingU Fox JFedgt. Fig. 198. Fog Wedging. 

and therefoie the splits do not extend too far. The wedges in 
the figure are rather short, but they should not be tery long, as 
they would then be apt to be broken off in driving. 

The enlargement of the back of the mortise should be a little 
less than the total thickness of the wedges. 

Keya (Figs. 151, 157) are wedges of hard wood and curled grain 
inserted in a joint, and driven gently home, so as to force the 
parts into the position they wiU eventually occupy, before inserting 
bolts, etc Without this precaution, there would often be a 
permanent and injurious strain on the latter. 

In some cases keys also assist the joint in its resistance to the 
strain brought upon it (see Fig, 157). 

They should be slightly dovetail-shaped in plan, and carefully 
driven, ao as not to injure the fibres of the beam in which they 
are inserted. 

The keys in scarfs are usually made ^ the depth of the timber. 
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Flnnii^ is the insertion of a pin of hard wood or iron through 
the timbers forming a joint, to prevent them from separating, or 
through a tenon, to keep it from drawing out of the mortisa In 
the latter case, the pin may be through the mortised beam, as 
~hown in Fig. 1 76, or, if the tenon protrudes beyond the beam, 
le pin may be outside, as in Fig. 175, care being taken to have 
sufficient length of tenon beyond the pin to prevent the end 
-eing shorn off by the pin if any strain comes upon it. 
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Pins should be made from pieces of hard wood, torn off from 
the baulk, in order that they may be of continuous fibre and 
uniform tenacity. 

Drawboring is an arrangement for keeping the shoulders of 
the tenon quite tight up to the cheeks of the mortise, and for 
tightening pinned joints generally. 

The pin-hole is first bored through the cheeks of the mortise. 
The tenon is then inserted, and the position of the hole marked 
upon it, after which it is withdrawn, and a hole bored in it a 
little nearer the shovlder. It is then again inserted, and an iron 
" drawbore " pin forced in right through the holes, so as to bring 
the shoulder up as tight as possible. The drawbore pin is then 
removed, and the oak pin is inserted. 

This operation is condemned by most writers, as it produces a 
constant and objectionable strain upon the pin and tenon ; but it 
is nearly always resorted to in practice. 

Nails. — Different kinds of nails will be described in Part III. 

They are used for roughly and strongly connecting pieces of 
timber of moderate size for securing boarding to beams, etc. 

Spikes are large nails used for heavy work 

Trenails are pieces of hard wood used, like iron nails, for 
fastening boards to beams, for forming strong joints, etc., and 
occasionally, like pins, merely to secure joints formed in some 
other way. 

They are useful in positions where iron nails would rust and 
injure the work, and where copper nails would be too expensive. 

Trenails are generally of oak, cloven from the log, so that the 
longitudinal fibres may not be cut into. 

They are from f to ^ inch in diameter, and from 3 to 6 inches 
long, according to the thickness of the pieces they unite, and 
slightly taper in form, to facilitate driving. 

Screws. — The appearance of these is familiar to all, and need 
not be illustrated.^ 

They are used in positions where the work is likely to be taken 
to pieces — ^for example, in fixing the beads of sash frames, which 
must be removed to repair the sash lines. 

Screws are useful also in cases where driving a nail would split 
the wood, for fixing iron work, and for other purposes where 
security is required without jarring the joint. 

Screws securing work likely to be removed should, if used in 

* They are described in Part III. 
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damp places, be of copper or brass, otherwise they will rust, and 
be difficult to withdraw.^ 

Bolts are often used in order to give additional security to 
joints, some forms of which, indeed, depend upon them altogether 
for strength. 

They have the disadvantage of weakening the beams through 
which they pass by cutting the fibres. If the timber shrinks, 
they become loose, and bruise the grain of the wood where they 
bear upon it 

Square bolts, with one side at right angles to the pressure upon 
them, have been found by experiment to cut less into the timber 
than round bolts. 

In many cases bolts are most useful, from the facility with 
which they can be tightened up, by means of a screw and nut, 
after the work in which they are used has taken its bearing. 

One end of the bolt is generally formed into a solid head, and 
the other with a screw, on which is fixed a movable nut. 

Another way of securing a bolt when it is likely to be removed 
is by a " slot," or oblong hole, in one of its ends, through which 
a key or wedge is driven. 

The size of bolts should be calculated according to the stresses 
upon them, and the quality of the iron used. Care should be 
taken that sufficient timber is left around them to prevent their 
tearing through in the direction of the strain. 

"The following proportions will be found suitable for the bolts and nuts used in 
carpentry : — 

Diameter of head and nut, rose-square or hexagon, from 

side to side . . . . 1} x diameter of bolt 

Thickness of head . . . . | x diameter of bolt 

Depth of nut . . . . 1 x diameter of bolt" 

Hursfs Tredgold, 

The application of bolts to framing of different kinds is illus- 
trated in Figs. 179, 311, and others. 

Washers are flat discs of iron placed under the nut of the bolt 
to prevent it from pressing into and injuring the timber. 

Size of washer — 
For fir, 3^ times diameter of bolt. 
,, oak, 2^ „ ,, 

Rai}ki'rie, 
The thickness of washers should be equal to half that of the head of the bolt. 

Plates are also used to prevent the sharp comers of the nut 

^ An excellent practice is to put goose grease or any non-acid grease upon the 
screws before driving them. 
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from pressing into and injuring the timber, and further, in order 
to strengthen joints by fishing (see Fig. 159, and others). 

Straps are often used,instead of bolts, to strengthen or form joints. 
They have the great advantage of not cutting through and 
weakening the timber. 

They are generally flat pieces of iron, about 1^ to 2 inches in 
breadth, and with a thickness depending upon the quality of the 
iron and the stress upon them. 

Straps should be fixed, as nearly as possible, so that the stress 
may come upon them in the direction of their length. Cross 
stresses should be avoided as much as possible, but they are 
necessarily incurred by straps such as that shown in Fig. 185. 

Heel-straps are used to secure the joints between inclined struts 
and horizontal beams, such as the joints between rafters and tie 
beams. They may be placed either so as merely to hold the beams 
close together at the joint (Fig. 1 99), or so as directly to resist the 
thrust of the inclined strut, and prevent it from shearing off the 
portion of the horizontal beam against which it presses (Fig. 325). 
Straps of the former kind are sometimes called kicking straps. 
^ig' ^99 shows one form of strap for holding the foot of 

a rafter down to the tie beam. 
The screws and nuts on its ex- 
tremities are prevented from 
sinking into the w^ood by the 
connecting plate B, and by them 
the strap may at any time be 
tightened up. A check plcUe is 
sometimes provided, as in Fig. 
199, to prevent the strap from 

Fig. 199. Strap for Joint between Rafter cutting into the under side of 
and Tie Beam. xt. a- i_ • i?* ^^^ 

the tie beam, as m Fig. 202. 

When there is no ceiling, and the strap is therefore visible, the 
ends of the bearing plate are often rounded, instead of being 
left square as shown in the figure. The bearing plate is sometimes 
placed below the tie beam, as in Fig. 202. 

A somewhat similar form of strap is shown in Fig. 181. A 
bearing plate or bar is passed through the holes in the strap 
across the back of the rafter, and the strap is tightened by wedges 
driven into the holes. 

The straps shown in Figs. 189, 321 are placed so as to take 
the thrust of the rafter, but are not capable of being tightened up. 
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A bearing plate with screws and nuts may, however, be used with 
this form of strap, as shown in Fig. 325. 

Straps of this description are sometimes placed so as to clip 
the rafter by a notch cut a few inches above the toe, so that 
they partially hold it down as well as resist its thrust (see Fig. 

147). 

Stirbtjp is a name given to a strap which supports a beam, as 

in Figs. 323 and 194, and to heel-straps of the form shown in 
Fig. 189. Stirrups, such as that shown in Fig. 194, are some- 
times formed with a bearing plate below the supported beam, and 
tightening screws similar in principle to those in Fig. 199. 

Tredgold's rule for strape supporting beams — 
If the longest unsupported part of the beam be 

10 feet, strap should be 1 inch wide, ^ indh thick. 

15 »» j> la >> 4 II 

20 „ „ 2 „ J ,. 

Straps which connect suspending pieces with beams may be 
formed with a slot, containing gibs and cotters, by which the joint 
may be tightened, as shown and explained at page 163. 

When a strap embraces a built-up beam, it may 
be welded into a rectangular hoop, and driven on 
from the end, the beam being slightly tapered to 
facilitate this ; or, if that is inconvenient, it may 
be made as shovm in Fig. 200, the ends passing y. " ^^^ ^^ 
through an iron head, and being secured by ^nd BuiU-up 

nuts. Beam» 

An iron strap bolt suitable for connecting two beams crossing 
one another is shown in Fig. 201.^ 
In both these methods the straps can 
be tightened by screwing up the bolts. 

Branched Straps are frequently 
added to strengthen angle joints. 
They are subjected to cross strains <^^^^j:"^^^|:"l^ 
when the framing settles. j ^^=r^ ^^^fig^— ^-— !-i^^ 

Several forms of these are given (see 

Figs. 184, 185, 312, 323). Fig. 201. Strap Bolt/or two Beams 

Cast-iron Shoes^ Sockets, etc., are crossing, 

frequently used to protect the ends of beams from damp or fire 
(see Fig. 280), and also in themselves to form a joint between 
^wo beams. 







^ From Seddon*s Builders' Work, 



B.C.- 
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TiE-BEAH FiATBS. — These may be made of variotia forma (see 
Fig. 202, and aleo Fig. 338). While the plate protects 
the beam &om the damp of the 
wall, it also forms a corbel to 
support it, and the upper part 
may be shaped so as to secure 
the pole plate above. 

Shoe for foot of Eaftee.— 
The foot of a strut or rafter may 
be received by a shoe instead of 
being tenoned into the beam (see 
Figs. 202, 204). The strap 
shown in this figure is hardly 
Fig. 202. Catt-inm Shoe far end 0/ TU necessary, as the end of the 
Bea^a^f<^qfIiafUr. ^^^ -^ j^^jj ^^^^ ^^ ^^ ^^^ 

Fig. 203 shows another form of shoe for a rafter when a tie- 
rod is used. 





Double Shoe to receive a Pair op Struts. — Fig. 204 shows 
a cast-iron shoe adapted to receive a pair of struts in a framing, 
such as that of the roof shown in Fig. 338. 

Cast- Iron Heads. — Sometimes the tenons at the bead of 
rafters, or the heads themselves, are received in a cast-iron head, 
as in Fig. 205 (see also Fig. 329 and Fig. 331). 



Fig. 20E. CaH^Ttm Head far Wotitn Safltn. 




Chapter V. 

RIVETING.' 

"DIYETS are small fastenings made of the best wrought iron or 
-■-*' nuld steel either by hand or by machinery, and before they 
are fixed consist each (see Fig. 206) of a small spindle or 
shank surmounted by a head, which may be pan-shaped as 
in Fig. 208, or formed like a cup or button as in Fig. 207. 

About half of the shank of the rivet farthest from the 
head is slightly tapered. 

When the rivet has been made red-hot, and put through 
the hole it is to occupy, the tail end of the shank is formed 
into a button or point of the shape required, which differs ^^ ^^ 
in the various kinds of rivets, as described at page 86. 

Eivets are chiefly used to connect plates of iron. They are 
preferable to small bolts, because, being hammered dose to the 
face of the plate, they hold more tightly, and the shanks of rivets 
are not so likely to become oxidised as those of bolts ; moreover, 
as rivets are nearly always fixed when hot, they contract in cool- 
ing, and draw the plates together with great force. 

They are much used in connection with bmlding for uniting 
the parts of plate-iron and braced girders, also for wrought-iron 
tanks and boilers. 

Hand-riveting. — ^The actual handiwork connected wit^ different 
processes in building has not, as a rule, been described in these 
Notes, because they can generally be seen by the student, and 
thus better understood than by any written description, — but 
with riveting the case is different. A student connected with 
ordinary building work is in many instances not likely to see 
riveting actually going on, and some knowledge of the process is 
necessary in order to understand the precautions which should be 
observed in good work. 

The process of hand-riveting will therefore be briefly described. 

A riveting gang consists of three men and two boys. The 
latter heat the rivets ; the men insert and clench them. 

The heating is generally effected in a portable smith's forge by 

^ Neither riyeting, rolled beams, nor plate girders are mentioned in the Syllabus 
for this Course, but they are included in this volume because it is desirable to under- 
stand them in connection with floors and iron roofs. 
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placing a few rivets in a plate bored with holes, so that their tails 
stick through the holes into the heart of the fire, while their heads 
upon the upper side of the plate are comparatively cooL 

When the men require a rivet, the hottest is selected and 
handed to them by means of pincers. 

Of the three men, two, the ^ riveters," stand on one side of the 
plate, and the third, the " holder-up," on the other side. 

The riveters are armed with riveting hammers, two or three 
tapering steel punches, an iron " mapl* i,e. a short bar haviag its 
end hollowed out to form a cup that will fit the point (when 
finished) of the rivet, and a heavy sledge-hammer with which to 
strike this snap, called a " cupping hammer." 

The holder-up has a heavy bar, or holding-up iron, the end of 
which is also hollowed out to fit the rivet head, or a heavy 
hammer fitted upon a long stave may be used for the purpose. 

The operation is as follows. — The riveters drive a punch 
through the holes for the rivet about to be inserted, so as to make 
those in the several plates coincide with one another. 

The holder-up knocks the punch back out of the hole, picks up 
a red-hot rivet and places it in the hole with its red-hot tail stick- 
ing out toward the riveters, and places his iron upon its head. 

The riveters then hammer the iron immediately round the 
rivet, so as to bring the plates dose together. If this is not done, 
the rivet, when hammered, will bulge out between the plates, and 
keep them apart. 

They then hammer down the taU of the rivet neatly, so as to 
form a point of the shape required. 

This last operation should be performed with heavy hammers 
having flat ends ; and by it not only should the end of the rivet 
be formed, but the whole shank should be " upset," that is, squeezed 
up and made thicker, so as to fill the hole completely. 

When the rivet is to be formed with a convex point, it is 
generally finished with the snap. 

After the point has been neatly formed by the hammers, and 
is just losing its red heat, the snap is held upon it by one of the 
riveters, and struck by the other with the cupping hammer (the 
holder-up pressing his hammer against the head of the rivet on 
the other side), so that the point formed is made smooth and even, 
and all superfluous metal round the edges is cut off. J 

Mackine'-Tiveting is done with rivets of the same form as those 
clenched by hand, — generally with snap heads and points. The 
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rivets are inserted red-hot, and the points clenched by means of a 
die which moves forward and presses it into shape. 

In some machines there are two dies, so that both ends of the 
rivet are formed at the same time. 

Some of the largest machines are worked by hydraulic power ; 
these not only hold the plates tight together, but bring a pressure 
of 50 or 60 tons upon the head of the rivet 

The ordinary machines can only be used to rivet such work as 
can be brought to them, but there are also machines which are 
adapted for riveting up girders in sUu. 

Comparison of Machine and Sand-riveting, — Machine-riveting 
is cheaper and better than that done by hand. The steady pressure 
brought by the machine upon the rivet not only forms the head, 
but compresses and enlarges the shank, so that it is squeezed into, 
and thoroughly fills up all the irregularities of the holes. 

The superiority of machine-riveting is strikingly shown when 
rivets have to be taken out. 

After the head is cut off, a hand-clenched rivet may be easily 
driven out, but a machine-clenched rivet must, as a rule, be drilled 
out. 

Bivets clenched by machines can generally be easily distin- 
guished from those done by hand ; the latter are covered with 
marks caused by the shifting of the snap during riveting ; while 
on a machine-riveted head there is generally a burr like the peak 
of a jockey's cap, caused by the die having caught the rivet a 
little out of the centre. 

Cold riveting, — ^Very small rivets for boiler work or in positions 
where it would be impossible to heat them may be clenched cold. 
The process is a quick one, but the iron used must be of very 
superior quaUty. 

Caulking is a process adopted when it is found that the head 
or point of the rivet is not quite close to the plates, or that some 
opening exists between the plates themselves. 

This process consists in knocking down the edges of the plates 
with a blunt steel caulking tool, so as to bring the edges together 
and to close the opening. In the case of rivets, the edges of the 
head or point are beaten down until they indent and slightly 
penetrate the surface of the plates, and thus completely close the 
opening. 

Different Forms of Rivets. — ^There are various names given to 
rivets, according to the .shape to which the point is formed. 
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SfMip rivets are those of which the points fonned while the iron 
is hot are finished with a tool containing a nearly hemispherical 

hollow, which shapes it as shown in Fig. 
207. 

That figure represents a snap rivet 
in a punched hole. This form of rivet 
Fig. 207. is very frequently used in the best 

girder work. 

Bvitton or cup-ended rivets, — These are names sometimes applied 
to snap rivets. 

Hammered rivets have points finished, by 
hammering only, to a conical form as in Fig. 
208, which shows such a rivet in a drilled 
hole. 

They are more liable to leak than those with 
button points, but are used for rivets of large ^' 

size, which, if finished with snap points, would require very large 
hammers in order that the points might be beaten down qtdckly 
enough. 

Sivets with conical points are sometimes called staff rivets. 
The rivet in Fig. 208 has a pan head, a modification of it in 
which the sides of the head are vertical is called a cheese head, and 
shown in Fig. 209. 






Fig. 209. 



Fig. 210. 



Countersunk rivets are those in which the point is hammered 
down while hot flush with the surface of the plate, as in Fig. 
210. 

This is necessary wherever a smooth surface is required, free 
from the projection that would be caused by ordinary rivet heads. 

The countersinking is drilled, and may extend right through 
the plate. 

It is frequently the practice, however, to have a shoulder at 
the upper edge of the lower plate, as shown at a a, so that the 
countersink does not extend right through the plates. 

The sides of the countersunk portion may be directed upon 
the centre of the rivet hole at the edge of the plate, as in 
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Fig. 210, or in many cases they are not inclined so much as 
shown. 

Steel IUtets require very careful treatment or their heads 
will be apt to fly off upon receiving a sudden jar. They require 
to be rather larger, in proportion to the thickness of the plate, 
than iron rivets, and should be raised to a dull red beat, and their 
points knocked down as quickly as possible. 

FroportioiiB of Bivets. — The a^r^ate section of the riveta in 
any joint must be determined by the stress that will come upon 
them, but the diameter of the individual rivets in punched holes 
will depend upon the thickness of the plates through which they 
pass ; for in punching holes it is advisable, in order to avoid 
breaking the punch, that its diameter should be greater than the 
thickness of the plate. 

Sir William FairbairrCs rules fm- the proper diameters for rivets 
passing through punched holes in plates are as follows : — 

For plates lua than } inch thick the diameter of the rivet should be abuut 
double the thickneBs of the plated 

For J inch and thicker plates the diameter of the rivet should b« about 
1| time the thickness of the plate. 

When holes are drilled tbej may be smaller in proportion to the thicknesa 
of the plate. 

When pUtes of different tbicknesies are joined, Uie rivet is proportioned 
with reference to the thickest of the platea 

Prafator Vmnin't ruie for the diameter 
of rivets joining plates is as follows : — 

Where d is the diameter of the rivet and 
t the thickness of the plate. 

The hole is generally practically from 
4 to 20 per cent of the diameter larger 
than the cold rivet, which will more 
than allow for tlie expansion of the 
latter when heated before insertion. 

DiuENBioNS or Rivet Hbadb, etc. — 
The height of tA« heoA of a waap ritei 

should be about | of the diameter of the ^'8- 211. 

shank, and the diameter of the head should be from 1^ time to twice that of 
the i^h^^Tik I 

The JmjflA of the rivet h^me deti^i-ag, measuring &om the head—anm of 
thicknesses of plates te be united + 1^ te 1} time the diameter of the rivet 
{see Fig. 211). For machine-riveting, ah should be made ^ to J" longer. 

ntohofBivetB. — The "pitch" of rivets is their distance from 
centre to centre. 
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This distance varies according to the nature of the stress upon 
the joint and with the number of rivets necessary to be inserted 
in a given space. 

The pitch used for girder work varies from 3 to 5 inches, but 
it should not exceed 10 to 12 times the thickness of a single 
plate, as otherwise damp may get in between the plates and cause 
rust, which in time swells and bursts them asunder.^ 

The proportions for heads of different forms are as follows (see 
Figs. 207-210). 



Conical heads 
Pan heads 



Cheese head 
Countersunk 



Height. 



•75 rf. 

•7d. 



•46 rf. 
'4.dto-5d 



Width of hue 
of head. 



2d. 

V6d. 

1 -45 d. 
top of head, 

V5d. 
1-5 d to l'6d. 



Length of a 6, 
Fig. 211. 



l-2dtol-5rf. 

not fonned 
by riveter 



ft 



•76 d to 1 d. 



Where a number of plates have to be joined, ^ inch for each 
plate is added to a h. 

The above are general dimensions, but some engineers provide 
a special drawing of the rivet head they require. 

The distance between the edges of rivet holes, to prevent the 
danger of breaking two into one, should not be less than equal 
to the diameter of the rivets. This, it will be seen, leads to the 
rule that the minimum pitch of rivets should not be less than 
twice their diameter. 

The distance between the edge of a rivet hole and the edge of the 
plate in which it is formed, to prevent it tearing through, should 
not be less than the diameter of the rivet. Thus the centre 
of the rivet will be 1-^ diameters from the edge of the plate. 
Sometimes for thick plates ^" or -J-" is added to the distance. 



EIVETED JOINTS. 

Lap Joints are formed by riveting together plates that over- 
lap one another, as in Figs. 212-215. 

The overlap should not be less than 3^ to 3^ times the 
diameter of the rivets in single riveting (Fig. 2 1 2), or 5^ to 6 
diameters in double riveting (Fig. 214). 

* Stoney. 
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There are formula ^ for findlDg the length of the overlaps, so 
that the joints may be of equal strength throughout; but the 
above rules will be a sufficient guide in ordinary cases. 










a± 




Figs. 212, 218. 
La^ JoiiU single riveted. 



Figs. 214, 215. 
Lap JaifU double riveted. 



Fish Joints are those in which the ends of the plates meet 
one another, the joint being '' fished " either with a single ** cover 
plate/' as in Fig. 217, or with one on each side, as in Fig. 218. 

When a single cover plate is used it should be of somewhat 
greater thickness than that of either of the main plates to be 
united, in order to allow for the extra stress caused by the cover 
plate being out of the direct line of stress (see Part lY.) 






10 







Fig. 217. Seeti&n o/Fish Joint, one 
Cover Plate, 



Fig. 216. Plan of Fish Joint, 



Fig. 218. Section of Fish Joints two 
Cover Plates. 



When two cover plates are used each of them should be of not 
less thickness than half the thickness of either of the plates to 
be united. 

Butt Joints is the name given to fished joints that are in 
compression, so that the ends of the plates butt evenly against 
one another. 

This seldom occurs in practice, for the very process of riveting 
draws the plates slightly apart, and the edges are generally 
caulked to conceal the gap. 

Sometimes the gap is filled with cast zinc run into the interval. 

If, however, the plates are carefully planed square at the edges, 

1 See Part IV. 
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and brought very carefully into close contact throughout their 
width, the joint is called a '*jump joints 

Single Eiveting consists of a single row of rivets uniting 
plates in any form of joint, as in Figs. 2 1 2, 2 1 3, 2 1 6, 2 1 7, 2 1 8. 

Double Eiveting is that in which the plates are united by a 
double row of rivets, as in Figs. 214, 215, 219. 

Double riveting may be either "cJiain," as in Fig. 214, or 
" zigzag," as in Fig. 2 1 9. 




9 9(3(9] 
9999] 
99 90| 



9 9 99 
9 9 9 9 

9 9 9 9 



Fig. 219. Zigzag Double Riveting. Fig. 220. Chain Riveting. 

Triple and Quadruple Eiveting are formed by 3 or 4 rows of 
riveting respectively. 

Chain Eiveting is formed by lines of rivets in the direction of 
the stress, parallel to one another on each side of the joint, as in 
Fig. 220. 

Zigzag Eiveting consists of lines of rivets so placed that the 





Fig. 221. Zigzag Riveting. 

rivets in each line divide the spaces between the rivets in the 
adjacent lines, as in Figs. 219, 221. 

Comparative Strength of different kinds of Biveted Joints. 
— The relative efficiency or strength of the diflferent forms of 
joint, as compared with that of the solid plate, is stated by Mr 
Stoney ^ to be as follows for wrought iron : — 



Original solid plate 
Lap joint, single riveted, punched . 

„ drilled 

double riveted 
Butt joint, single cover, single riveted 

„ double riveted 

double cover, single riveted 
„ double riveted 

Tension flanges and girders, triple or quadruple 
riveted .... 



»» 



M 



n 



» 



» 



Efficiency 
per cent. 

100 
46 
50 
60 
46-50 
60 
56 
66 

70-80 



1 The Theory of Stresses, p. 656. 
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Joints in Tension. — Lap Joints, — Fig. 222 shows the arrange- 
ment of rivets generally adopted for lap ^ 
joints which are to undergo a tensile stress. 




f?Z^7^ [ 



The object of so placing the rivets is to \ I »^(>^<>j| 

keep the strength of the joint as nearly I ^ ^ ^ 

equal to that of the original plate as pos- ^ 

dble. ^«' 222. 

In this case the strength of the joint may be arranged so as to 
be equal to that of the cross section of the plate, less one rivet 
hole.^ 

It is true that the weakest section of the plates themselves is 
at A B, where they are pierced by three rivet holes ; but before 
either plate could break at this line, the three rivets, opq or rst, 
within the line must be shorn in two. 

Thus, before the upper plate can tear at AB, op q must be 
shorn ; and before the lower plate can give way at AB, the rivets 
rst must be shorn.* 

This can be shown by figures as follows : — 

Oalonlation. 

Suppose the pUtw to be 8" wide and j|'' thickHoined by f " rivet*— and that the 
tensile strength of the tron is 20 tons per square inch, and its resistance to shearing 
16 tons per square inch, then 

A. If the joint eould fail by one of (Ke pUUet tearing aeroot AS amd shearing three 
rivets (either opq or Tit\ the under-mentioned resistaaoe must be oyercome. 

Riveti. 
Plate less 3 rivet hole8=(8" - 8 x |) x j" x 20 tons 

= 43-1 tons. 

Shearing area of rivet. 

Shearing resistance 3 rivets = IT x (|)^ _ ,-^ 

^ 7^^=^ X 3 X 16 tons 

4 

= 21 tons. 

The total resistance will be =(43*1 + 21) 

=64-1 tons. 

B. If the joint could fail by tearing a plate through rt or oq and shearing one rivet 
atsorp, the resistance would be 

Plate less 2 rivet holes =(8*- 2 x }) x |" x 20 tons 

= 48*7 tons. 



V X (9)' 
Shearing resistance 1 rivet= ^ x 1 x 16 tons 



=7 tons. 
Total resistance = 55 '7 tons. 

C. If the joint were to fail by the plate tearing across through s or p^ the resistance 
to be overcome would be 

Plate less 1 rivet hole = (8" - f ) x f" x 20 tons 

z 54 '4 tons. 
Therefore, as the resistance through « or ^ is (as is shown at C above) less than 
the resistance at either of the other sections as shown at A or B, the joint will fail 



1 To ensure this, the loss of tensile strength in a plate caused by a rivet hole must 
not be greater than the shearing strength of a rivet. 

* Shearing. — A rivet is shorn when by the sliding movement of one or both of the 
plates through which it passes it is cut through horizontally. 
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by tearing across through s or y— that ia, it ia equal to the strength of the pUte leas 

Again it hu been suggested tbat the joint might fail 

D. At the eeaire by the fraeiure of the two plates pierced hj three rivet boles- 
Thia, however, is not the caae. 
The effective atrength or resistance of the tvo plates (ronld be 
2plateslea8 3TiTetholeB = 2(S"-3>i!) g"x20 tons 

= 86 '2 tone. 
This umimed section of nvptore offers therefore more resistance than any of the 
others, and the joint oannot latl here. 

Worlnng Stras. — In practice the stress allowed npon the joint would be only J of 
the breaking stress taken above, and the working stress allowed would therefore be 
i of the we&eat reebtance 

=5il*=13-a tons. 

Butt Jodjts. — The same principle may be applied to a joint 



Fig. 223. 

with cover plates, as shown in Fig. 223. The arrangement is 
similar to that in Fig. 222, bnt with two rivets at the weakest 
part. 

The riveted joints of tension booms of girders are very com- 
monly arranged in plan, as shown in Fig. 223. 

Joints In CompresBion. — It was at one time thought that for 
a butt joint under compression very few rivets were necessary ; 
that the whole strain was communicated by the end of one plate 
to the other upon which it pressed ; and that the rivets would be 
required only to keep the plates in their places. 

Experience has shown, however, that in practice we cannot 
depend upon the plates being so closely butted against one another 
as to transmit tbe thrust direct (see p. 89). 

" Very alight inaccuracy of workmanship may cause the separation of the 
butting plates, and then the whole thrust is transmitted throi^h the rivets 
and through the cover plates." 
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"For the beat bridges it ie now assumed that all the joints sbftll be of 
iafficient strength to ta^e the whole strain, if necaasaiy, through the riTels." 

"The only waj in which corapreMion joints may safely differ from tension 
joints is, that tlie rivets may be more cIoMly spaced across the plate, tlie 
qoantity punched out in any section not affecting the strength of a compres- 
sion joint as it does that of a tension joint " ^ 

Grouped Joints. — The joints that occur in the plates of riveted 
girders are generally formed with cover plates. 

When there are several layers of plates, as in the booms of a 
lajge girder, the joints may with aflvantage be collected into 
groups, so that several may be covered by one pair of plates, as 
shown in Fig. 224. 



Fig. 22i. Oreupei Joint. 

Fig. 224 shows the joints in the three plates of the boom 
of a heavy girder collected imder cover plates. The joints may 
be chain or zigzag riveted in plan ; or in some cases the cover 
plates are cut off obliquely, so as to have triangular ends, and 
the rivets are arranged somewhat aa in Figa 222, 223. 

BssentialB of Oood Bivetlng. — Eivet Holes. — The holes in 
plates to be riveted may be either punched or drilled. 

In whichever way they are formed, it is important that they 
should be cut clean and true, and should fit exactly over one 
another. If they do not, an irregular cavity is formed, which has 
to be forcibly straightened by a steel pin or " drift punch " before 
the rivet is inserted, thus injuring the plate, enlai^ng the hole, 
and causing the rivet to fit loosely. 

Some difference of opinion has existed as to whether punched 
or drilled holes make the best work. 

Funcked Holes. — ^The punched hole is slightly conical in shape; 

tlius the rivet filling the hole in two plates is of a double conical 

shape. It is, of course, important that the hole should be punched 

so that the narrow part of the cone is on that side of each plate 

' UnwiD,*/ron Bridges and Eoqfi. 
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which meets the other plate. Such rivets " have been known to 
hold the plates together even after the heads have been removed 
by corrosion/' 

This is a great advantage in shipbuilding and boilermaking, but 
in girder work rivets are seldom subject to a strain in direction of 
their length. 

In practice the conical shape is often destroyed and its advan- 
tages lost by the insertion of the drift above referred to. 

The process of punching is, however, not so accurate as drilling; 
it tears and injures the plate round the edges of the holes, 
especially when the iron is not of good quality. 

Drilled Holes, — On the other hand, drilled holes may be accu- 
rately formed without the slightest injury to the plate, and of a 
diameter smaller than the thicknefw of the plate. When there 
are many plates to be united, so that multiple drills can be used, 
the cost is not greater than that of punched holes ; and the advan- 
tage gained in the work coming together properly, and the rivet 
holes being faix; is veiy great 

The sharp edges of drilled holes have been found by experiment 
to expedite the shearing of the rivets. To prevent this the edges 
of the holes have in some cases been rounded, which has been 
found to increase the resistance of the rivet by about 10 per cent.^ 

Cases in which Drilled Holes and Punched Holes Toay respectively 
he used. — To sum up, we may say that in really first-class work, 
when several layers of plates have to be riveted together, when 
small scantlings are used as in some roofs, or when the rivet holes 
are of a diameter less than the thickness of the plates, it is desir- 
able that the holes should be drilled. 

When the quality of the iron is inferior, drilled holes become a 
necessity. 

Holes for ordinary work, those in thin plates, and those of 
a diameter greater than the thickness of the plates, may be 
punched. 

Sometimes the holes are punched smaller than required, and 
the rough injured edge afterwards drilled or " rimered " out 

Heating, — Eivets should be heated imiformly throughout their 
whole substance ; not raised above a dull red (by daylight) ; not 
twice heated. 

The heating should be eflfected in an air furnace, the rivets 
being kept clear of the fuel. 

^ Sir William Fairbaim. Proceedings of Royal Society, 24th April 1873. 



RIVETED JOINTS. 95 

An ordinary fire heats the rivets partially, and so quickly that 
they are frequently burnt 

The usual plan is to arrange the rivets in a fiat plate full of 
holes^ through which their tails protrude. This plate is placed 
upon the &:e, and thus the tcdls become very hot — sometimes 
white hot — ^while the heads remain comparatively cooL 

For riveting by hand, however, it is desirable that the head 
of the rivet should be even hotter than the point, otherwise 
the blows which are sufficient to expand the rivet and make 
it fill the hole near the point will not have so much effect at 
the other end, and the rivet will not quite fill the hole near the 
head. 

It is of the utmost importance that rivets should not be over- 
heated, otherwise the iron will lose its ductility, and the rivets 
will become weak and l)rittle. 

If proper attention be not paid to this point, much injury may 
be done by too laige a number of rivets being* put into tiie fire at 
once to save trouble, and consequently left there too long. 

ArrangemeffU, — ^All rivets should be arranged in such positions 
that both ends can be got at during construction. 

CauBes of Failure. — Riveted joints are liable to fail in different 
ways, according to their form and the nature of the stress brought 
upon them. 

Among the causes of failure are the following : — 

The rivets themselves may fail by their heads being shorn off, 
by the pins being ruptured imder a tensile stress (though rivets 
should, as a rule, be subjected only to shearing stress), or by the 
pins being cut in two by a shearing stress. 

Any plate may fail either by the inability of its "effective 
section ^ (that is, the section of the plate left after the rivet holes 
are cut out) to resist the stress, or by the rivets shearing through 
the portion of plate beyond them. In some cases also, where the 
rivet has not sufficient bearing area, it indents and crushes the 
plate round the edge of the hole, or again the plate may indent 
and injure the rivet, and causes a loose joint. 

For important work it is necessary carefully to calculate the 
stresses which will come upon a joint, and to arrange the number, 
size, and position of the rivets, their distances apart, and the 
dimensions of the plates accordingly. Such calculations are, 
however, beyond the province of this part of the course, and will 
be entered upon in Part FV. 



Chapter VI, 

TIMBER BEAMS, CURVED RIBS, AND 
TRUSSED TIMBER GIRDERS. 

Built-up Beams,^ — ^Timber girders are substantial beams sup- 
ported or fixed at the ends, and generally destined to carry a load 
throughout the whole or part of their length. 

In Part IV. will be shown the method of ascertaining the form 
and dimensions for plain timber beams, intended to support loads 
concentrated at different points or uniformly distributed. 

It will be found that, for spans exceeding 20 feet, the girders 
to carry even moderate loads will require considerable sectional 
dimensions. 

It is most difficult and expensive to get sound timber of large 
scantling, and moreover there is a practical limit to the sizes of 
timber procurable, beyond which it cannot be obtained at all. 

These difficulties have led to various expedients : — 

1. For building up large beams out of pieces of smaller 
scantling. 

2. For strengthening beams by the addition of iron, arranged 
with the view of relieving the timber of part of the stress which 
comes upon it. 

Built-up Beams. — ^When beams are required of such a size that timber 
large enough for them cannot be procured without danger of defects, they 
may be built up of smaller pieces, arranged as shown in Figs. 225, 226, 
which are taken from Tredgold's Carpentry. 

JoQGLED OR Keyed Bbah. — Fig. 22$ shows a simple form of built beam, 



^ 



|{ " fe  !; ft" 3 




Fig. 225. Keyed Beam, 

consisting merely of two pieces of timber bolted together, and prevented from 
sliding by hard wood keys, having their grain at right angles to that of the 
timber. 

^ Built-up beams and girders trussed within their depth are now not much used 
in this country — having been superseded by rolled iron beams — but they may be 
useful in new countries where iron girders cannot be obtained. 
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The upper portion may be cut into two, and the halves forced outward by 
a king bolt with bevelled sides, as shown in Fig. 226. 

It is better, however, that no bolt or key should be placed in the centre, 
as at that point the transverse stress is in most cases the greatest 

BuU, — ^The depths of all the keys added together should be more than 1^ of the 
whole depth of the beam, and the breadth of each about twice the depth. — 

T&EDOOLD. 

Indented Beams. — ^The sliding may be prevented by indentations, as 
shown in Fig. 226, instead of keys. The upper layer of the beam is some- 
times made in two pieces, a vertical wedge-shaped king bolt being inserted 
at the centre, with its narrow end downwards, so that by screwing up the 
nut the parts of the upper layer are forced outwards and the joints tightened* 

i^u/€.— The depth of all the indents added together should equal } depth of the 
beam. — Tbedoold, 




Fig. 226. Indented Beam, 

When straps are used instead of bolts, the beam should be slightly tapered 
towards the ends to facilitate driving them on. 

When a beam is built up in two layers, the upper may with advantage be 
of hard wood, as it will be compressed when a tiansverse stress comes upon 
the beam. The lower layer should be of tough straight-grained timber, to 
resist the tension to which it will be subjected. 

For very long beams it may be necessary to have two or three pieces in 
the length as well as in the depth. These should, in the lower layer, be 
scarfed together as described in Part I. ; in the upper layer they may simply 
butt against one another. 

Several elaborate methods of building up such beams of considerable length 
and scantling are given in old books on carpentry, but these have been to a 
great extent superseded by the use of iron girders. 

Onrved Bibs are sometimes obtained from naturally curved timber some- 
times artificially bent (see Part IIL), or sometimes buUt up as followa 

Built Ribs are best constructed on a method invented by Philibert de 
rOrme (see Figs. 227, 228). 

Several layers of plank on % 

edge are placed together so as 
to break joint, and are united 
by bolts or wedges passing 
through them. 

If a curved rib be required, 
the comers ahcde are rounded 
off. 




Fig. 228. Plan, 
Built Bib, 



A built rib of this sort properly constmcted is nearly as strong as a solid rib of 
the same depth, and of a breadth less by the thickness o{ one layer,^BjLSKiVJ&, 

Laminated Ribs are composed 

of layers of planks placed flatwise, 

breaking joint and bolted together, 

as in Fig. 229. They are easily 

Fig. 229. LaminaUd Bib, made. 

B.C. — I ' H 
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STRENGTHENING TIMBER BEAMS. 

The strength of timber beams or girders varies directly in pro- 
portion to their breadth and to the square of their depth, and 
inversely as their length (see Part IV.) 

It is, however, often necessary to strengthen a girder without 
adding to its dimenBions, as, for instance, in a floor where too 
deep a girder would extend below the ceiling or lessen the height 
of the room below. 

In such a case all extraneous aid afforded to the girder by 
means of trussing or otherwise, must be kept very nearly or quite 
within the limits of the wooden beam. 

Tlitoli Beams. — A beam may be improved by cutting it down 
the middle, reversing one of the halves (called " flitches "), end for 
end, and bolting them together with the sawn sides outwards, 
small slips of wood being introduced between the flitches to keep 
them an inch or two apart, so as to allow a free circulation of air 
between them. 

This arrangement causes the timber to season more quickly and 
thoroughly, as the pieces are smaller ; it also renders the heart of 
the wood visible, so that any decay can be detected ; moreover, 
the reversal of the flitches, end for end, makes the beam of equal 
strength throughout, which is very seldom the case in a long balk, 
as the top of a tree ia generally weaker than the butt 



Fig. 230. Fig. 231. 

Iron Plitchea.' — A beam thus cut down the middle is frequently 
strengthened by placmg an iron plate or "flitch" between the 
' Or Sandwich Beams. 
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halves, and bolting the whole together, as shown in the section 
Fig. 230. 

The bolts are placed in the length of the beam so that the 
upper ones are over the centres of the intervals below the lower 
ones. 

A writer in the Building News has shown that, when the depth 
and length of the iron plate is the same as that of the flitches, 
its thickness, in order that it may be effective, should be at least 
\ of that of each flitch. 

A rolled girder, as shown in Fig. 231, is, in some cases, used 
instead of the iron plate, 

Tnuaed Beami. — Beams trussed loithin their own depth. — Beams have 
frequently been strengthened by a " truss " constructed within their own 
depth. 

Such a truss may be formed by splitting a balk longitudinally down the 
centre, and inserting between the flitches two cast-iron struts, s s. Along 
the bottom of the beam is a tension-plate, supported by a king bolt in the 
centre, and by a somewhat similar bolt, &, at each end, after which the 
" flitches" are bolted together as shown in Fig. 233. 




Fig. 232. Section through Centre, 
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Fig. 238.1 Plan. 

Fig. 232 is a section through the centre of the iron truss, showing the 
farther flitch and bolt-holes in elevation. 

The ends of the struts are secured as follows : — 

The bolt b passes through the beam and secures the ends of the tension 
plates by means of the cog c ; the lower part of the bolt is shaped so as to 
form an abutment for the struts i, and it is supported in the centre by the 
transverse bolt seen in section at t. 

The truss adds to the strength of the girder so long as the bolts are screwed 
up, and all the parts are bearing accurately. 

A similar truss may be formed as in rt — 1 , ,1 — +1 

Fig. 234, with two queen bolts instead 4 4 t 

of the king bolt Fig. 234. 

The struts are sometimes formed of oak or other hard wood instead of iron. 

Eeams may be trussed with tension rods as shown in Fig. 235. The balk 

split longitudinally into two, as before described, and the truss inserted 
atween the flitches. 



1 Modified from Newland's Carpenter's and Joiner's Assistant, 
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Fig. 235 is an elevation of the exterior of such a beam. The enda of tl 



tenaioD. rod pass through cast-iron boxes capping the ends of the beam, and 
ate there secured bj nuta. 

The cast-iron boxes ore useful to protect the ends of the beam, especially 
when the latter are imbedded in masonry, but thejr are of[«n dispensed with ; 
the upper comers of the beam being cut off at right angles to the direction 
of the tension rod, and the nuts screwed up against a. washer or plate, as in 
Fig. 236. 

The centre of the rod bears against a cast-iron bar attached to the under 
side of the beam. 

It will be seen that a shrinkage in the depth of this beam frees it from 
the tension rod, which becomes slack and pUys no part whatever ; it can, 
however, be again brought into action by screwing up the nuts at its ends. 

In the meantime, however, the whole strain has come upon the timber, 
unassisted by the iron work. 

T. ■...^.  . . . • T-?t The same description of trass may 

be used with two bearing points for the 
, Fig. 238. tension rod, as shown in Fig. 236. 

Sir W. Fairbaim experimented upon beams with 4 feet 6 inches bearing, 
and 4 inches deep trussed as shown in Fig. 235, and found that the trnssed 
beam was \ stronger than a simple beam of the same dimensions. 

Figs. 235, 236 show the position of the tension rods as they are usually 
placed, but Sir W. Fairbairn states * that " in the construction of truss beams, 
whether of wood or iron, the truss rod should never be carried tA a greater 
height than the horizontal line passing through the centre of the beam." 

Girders trussed within their own depth are objected to because the inevit- 
able shrinkage of the timber slackens the iron work, and throws the whole 
strain upon the timber ; which may therefore become crippled before the 
truss can be tightened up and the iron brought again into play. 

Moreover, from the nature of the construction, especially when the girder 
is " cambered " in order to gain stiflheGs, the ends are subjected to great 
compreasioD, which acting upon a small area is apt to crush the fibres. 

This strain may be considerably reduced where there is sufficient depth 
by increasing the angle of inclination of the tension rods, as in girders of the 
form shown in Fig. 237, which are not so open to this objection. 

The great difference in the nature of the materials composing the truss 
renders it almost impossible that the parts should act t^^ther in performing 
the work required of them. 

Theoretically, they should be so adjusted that the members in compression 
are on the point of being crushed, at the exact moment that the parte in 
tension are about to tear asunder. To arrange this would require great skill 
and nicety in proportioning and fitting the parts ; and, even if it were 

' P. 3E0. Application of Iron to Buildings. 
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accomplished, slight changes caused by exposure to the atmosphere would 
soon utterly destroy the adjustment. 

For these reasons beams trussed within their own depth are in some 
diarepute and are seldom used. 

Seam viith deep Trvssvug. — Where circumBtances do not limit 
the depth of the trussing, it may be used with great advantage. 

Fig. 237 shows a form of truss frequently adopted for purlins 

Fig. 237. Beam witA dup Truaitig/or- Dead Load. 
of great length (see Fart II.), for beams of long bearing used 
in gantries,' and for travellers. This form of truss is, however, 
suitable only for a purlin or similar bearer carrying a uniform sta- 
tionary load throughout its length ; when it has to carry a moving 
weight it should be strengthened by cross braces as in Fig. 240. 

The extremities of the beam are enclosed in cast-iron boxes. 
These receive the ends of the tension rods, which pass through 
them and are secured by nuts. 

The bearing surface of the nut should be at right angles to 
the direction of the tension rod ; this may be effected by cutting 
off the ends of the beam obliquely at right angles to the tension 
rod, as in Fig. 238, and shaping the box accordingly — when the 
end of the beam and box is vertical a patch may be east upon 
the box, or a splayed washer introduced so that the bearing may 
be at right angles to the rod. 

The stays or struts {a s) are generally of cast iron secured to the 
under side of the beam ; in very rough work short posts of wood 
are used instead. 

The tension rod may pass through the centre of the beam as 
shown, or a rod may be used on each side. 



Fig. 238. Fig. 239. 

Trvastd End) of Beams. 

In this ease the cast-iron boxes have an ear on each side to 
receive the bars as shown in Fig. 239. 

 See Part III. 
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For smaller spans only one stay in the centre may be used 
instead of two as shown in Figs. 237, 240. 

The truss is sometimes strengthened by diagonal ties, AD, BC, 

Fig. 240, which are necessary 
when the points AB are un- 
equally loaded. 

Fig.240. Tr^BearnMiKMr^Load. This fom (Fig. 240) is there- 

fore particularly adapted for the bearers of travellers, and others 
required to carry a moving load. 




Chapter VII. 
IRON GIRDERS. 

CAST-IEON GIEDEES, BRESSUMMEES, AND 

CANTILEVEES. 

GIEDEES of considerable length and those required to support 
a heavy load are generally of iron. 

A very slight description of one or two common forms of iron 
girder will be given here, tlie consideration of the stresses upon 
them, and of the dimensions required for them, being left for 
Part IV., but it is necessary to note in this section one or two 
points that fall within the Elementary Course. 

Sections of Cast-iron Girders and Cantilevers. — This course 
merely requires " a knowledge of the best cross section for cast- 
iron beams in use for floor girders, or as bressummers,^ or as 
cantilevers,^ and to be able to draw such a section from given 
dimensions of flanges." 

Without going into particulars reserved for Part IV., enough 
must be said here to show what points have to be considered 
in determining the general form of a cast-iron beam, whether 
girder or cantilever. 

Such beams consist of an upper flange, uuy Figs. 243, 244, 
and a lower flange {I I) joined by a web or vertical member 

Stresses on Flanges, — In the case of girders or bressummers 
supported at each end and loaded, either throughout, or at any 
point or points in their length, the upper flange is under com- 
pression tending to crush, the lower flange in tension, tending to 

1 A bressummer is a girder over a wide opening, and generally supporting a wall 
aboTe it. 

' A cantilever is a bearer, of which one end is fixed in the wall, the other eild 
being unsupported. 
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tear across. This is illustrated in Fig. 241, where ccc denotes 
compression, and ttt tension. 




Neutrc^ 




uyer 



Fig. 241. Beam or Girder loaded. 

In the case of cantilevers, the reverse takes place ; loads on the 

cantilever cause the lower flange to be 
in compression and the upper flange in 
tension (see Fig. 242). 

The web need not be considered, as 
but little direct stress comes upon it in 
either case (see Part IV.) 
Fig. 242. CariUUver loaded. Proportion of Flanges to resist Frao 

ture. — It has been found by experiment that cast iron will 
generally be ruptured or torn asunder by a stress of 8 tons 
per square inch in tension, but that it requires as much as 
48 tons per square inch to crush it under compression. In 
order therefore that the flanges may be of equal strength, so 
that one may not fail before the other, the tension flange should 
contain six times as many square inches to resist the tension 
upon it, as the compression flange contains to resist the crushing 
stress upon it. 

This leads to a section like Fig. 243, for a girder, in which the 
lower flange (II), being in tension, contains 36 square inches, and 
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Fig. 244. 


Cross Section of Cast-iron 
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Uilever, 



Fig. 243. Cross Section of Cast^ron 
Girder, 

the upper flange {uu), under compression, contains only 6 square 
inches, so that the tension flange has 6 times the area of the 
compression flange. 
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lu Fig. 244, the section for a cantilever, the upper flange is iu 
tension and has six times the area of the lower flange. 

Practical Proportion for Flanges. — ^The proportion of 6 to 1 for 
the area of the flanges is generally modified in practice according 
to circumstances. 

The proportion of ^ for the compression flange would lead 
in many cases to very small flanges in which a bubble or flaw in 
the casting would destroy a lai^e proportion of the area, and 
therefore of the strength of the flange. Moreover, the compression 
flange requires to be stiff to prevent lateral bending, and in some 
cases room is required to rest the load upon it. 

For these reasons and others of a theoretical character,^ the area 
of the compression flange is often made about ^ or even as much 
as ^ of that of the tension flange. 

Mr. Hurst says the area should be J^ when the load rests on 

the upper flange or on both sides of the bottom flange and ^ if it 
rests on one side only. 

Method of dravnng the Cross Section of Cast-iron Oirder. — ^With 
regard to the method of drawing a section in its right proportions, 
nothing can be more simple. The depth in case of a girder 
(generally about tV ^ tV *^® span) being known, and the size 
of the lower flange having been calculated, the upper flange is 
drawn so as to have ^^ to ^ the area of the lower flange. This 
is for a girder or bressummer ; for a cantilever the flanges are 
reversed. 

For example, in the girder whose central section is shown in Fig. 
24s, the depth given is 19 inches, the area 
of the lower flange 18 inches by an average 
of about 2^ inches = 40 inches, the area of 
the upper flange should therefore be ^ of 40 
inches = 10 inches. The upper flange is now 
drawn 6 inches wide and 1^ inches thick 
at the ends, but averaging about If inches i scau*/'^i/i 
thick, so that its area is 6 x If inches = about ^.^ ^ik 

10 inches. The web is gradually tapered, its 
thickness at the bottom being equal to that of the lower flange, 
and at the top equal to that of the upper flange, so that there 
are no sudden changes in the thickness of the nietal, which 
would lead to unequal contraction while cooling, aftd consequent 
rupture at the junctions of the unequal parts. For the same 

1 See Part IV. 
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reason both the flanges and the web are often made of the 

same thickness throughout, as in Figs. 244, 
246. The method of calculating the 
strength of girders, their shape in longi- 
tudinal section and plan, and other points 
connected with their construction, will be 
described in Part IV. 




tfiknn»gkout 



Fig. 246. 



ElevationB of Cast-iron Girders and 
Cast-iron Cantilevers, 



A girder supported at the ends and 
uniformly loaded throughout its length, if it is to be of equal 
strength throughout, requires a section of larger area at the centre 
than at any other point. The section may be gradually smaller 
and smaller as the ends are approached. 

The reason for this is that the stresses upon the girder are 
greatest at the centre and diminish gradually towards the end. 
If it were made of equsd. section throughout the girder would be 
unnecessarily strong except at the centre, and material would be 
wasted so far as the strength is concerned. This may, however, 
sometimes be necessary in order to afford space for the loads. 

There are two ways of effecting the reduction of material. 

a. Girder of unifonfn strength and uniform vndth, — ^The material 
may be reduced from centre to ends by reducing the depth of the 
girder, leaving the flanges the same width throughout as in Fig. 
248. This is the most common form, and ia convenient when 
anything is to rest upon the lower flange.^ 

Figs. 247, 248, 249 are the elevation, plan, and cross section at 
centre of a cast-iron girder of uniform strength, of which the section 
is varied by reducing the depth.^ 

6. Grirder of uniform strength and uniform depth. — ^The width of 
the flanges may be reduced from the centre of the girder to the 
ends, leaving the depth the same throughout 

Figs. 250, 25 1 are the elevation and plan of a cast-iron girder 
of uniform depth in which the section is reduced towards the 
ends by gradually narrowing the flanges.^ 

Girder with FeaHhei^s, — Sometimes ribs or " feathers " are cast 
upon the web of the girder, as at // in Fig. 247, as stiffeners to 

^ The curve of the upper flange of a cast-iron girder of uniform width, uniformly 
loaded throughout its length, is theoretically nearly a parahola (something hetween 
an ellipse and a parahola), hut practically a cir(*ular arc is used and the depth of 
the ends of the girder is made half that at its centre. 

' The curves of the sides of the flanges in plan are paraholas. 



CAST-IRON GIRDERS, BRESSUMMERS, 6- CANTILEVERS. 107 



strengthen it They are, however, troublesome to cast, and tend 
to cause an objectionable stress upon the casting (see Part III.) 
at the angles where they join the girder. This is to some extent 

Fig. 247. Elevation. 




betwun centres of bearings. 
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Fig. 248. Plan. 
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For aUemhtive section 
of the same thickness 
throughputs see Fig. 
246, p. 106. 



Fig. 249. Cross Section at Centre. 
Cast-iron Girder of Uniform Strength and Uniform Width. 

avoided by stopping the feathers short of the top flange, as in 
Figs. 247, 249. In Fig. 246 they are carried up to the top. 

Fig. 250. ElevcUion, 




ScalA f-Sft. 

Fig. 261. Plan. 
Cast-iron Oirder of Uniform Strength and Uniform Depth. 

Practical Form for Cast-iron Girders, — It is sometimes incon- 
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venient or impossible to use a cast-iron girder of uniform strength. 
For instance, when it has to carry weight on both flanges both 
are required to be horizontal and both to be of convenient width 
throughout. 

Frequently, however, the load has to be carried entirely by the 
lower flange, and the girder may then be of varying depth as 
described at a, page 106. 

Cast-iron Cantilevers, — In these, whether uniformly loaded 
throughout their length or loaded at the outer end, the stresses 
are greatest at the fixed end and diminish from that point to the 
outer end of the cantilever, which may therefore be graduated in 
depth. 

Figs. 252, 253 are the elevation and plan of a cast-iron 
cantilever, of which Fig, 254 is the cross section at AB/ 

Fig. 252. Elevation. 
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Fig. 254. 
Sectum onAB, Fig, 252. 

' Scale !C'dft. 

Fig. 263. Plan. 

Cast-iron Cantilever, 

Farther Particulars relating to Cast-iron Girders. 

The webs of both girders and cantilevers have only shearing stress 
to bear (see Part IV.) which is comparatively slight They may 
therefore safely be lightened by piercing the web with holes as in 
Fig. 252. Perforated webs are, however, liable to unequal cooling 
and air bubbles, and should therefore be avoided where heavy 
loads have to be borne.* 

Cast-iron girders shovM never be fixed at the ends nor be con- 
tinuous over more than one span, for this would subject parts of 

^ The theoretical curve of the lower flange of a cast-iron cantilever, uniformly loaded 
throughout its length, is nearly a concave parabola, practically a circular arc may be 
used. ^ Wray. 
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the small compression flange to tension, for which it would be 
quite unsuited 

The metcU of cast -iron girders and cantilevers should, as 
explained above, be of equal or gradually varying thickness and 
the re-entering angles all rounded so as to avoid any internal stress 
(see Part III.) The thickness of metal in any part of cast-iron 
beams should as a rule not be less than ^ of the width of the 
part.^ The web should be equal in thickness to the flanges, 
tapering, where they differ, from the thinner to the thicker. 
Some engineers use, however, thinner metal when necessary. 

So far as the requirements of good casting go, " for flanges 2 
feet wide it is not wise to have a less thickness than 1^ inches^ 
and for flanges 18 inches wide not less than 1 inch, while for 
narrower flanges a somewhat less thickness may be used, although 
it is not a good plan to fine down the metal too much.'' ^ 

The depth of cast-iron girders should be ordinarily from -^ to 
■^ the span. Sometimes even -^ has been used, and cast iron 
should not be used for girders of over 20 feet span, nor at all for 
important girders. 

Cast-iron girders are bedded at their ends on tarred felt The 
ends are sometimes widened so as to increase the bearing area. 

Girders should have a camber or rise in the centre of their 
length of about f inch per 10 feet of clear span,^ so that there 
may be no danger of their drooping or sagging below the 
horizontal line. 

Svuill cast-iron girders are sometimes made of J. section; in 
which case the web should be of a good thickness, as the upper 
portion of it has, in the absence of a top flange, to withstand con- 
siderable compression. 

Objections to cast-iron girders. — Cast iron is easily moulded to 
girders of any ornamental pattern, and to any dimensions required 
to fit particular positions ; but girders of this material are very 
heavj% are liable to contain dangerous flaws, are brittle and apt to 
break without warning, especially when cooled suddenly by water 
thrown upon them while they are very hot. 

This is very likely to happen in a building on fire, and to 
cause serious accidents. 

Cast-iron girders are heavier and less handy than wrought-iron 
girders of equal strength and are of much less reliable material. 
Cast iron is, however, useful when a girder or cantilever is required 

* Adams. « Wray. 
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to be ornamental or of peculiar form — ^but as a material for 
girders generally it has been almost superseded by wrought iron, 
though it is still much used for cantilevers, brackets, etc. 

On account of these objections to cast-iron girders they are 
not used so much as formerly, having been to a very great extent 
superseded by wrought-iron beams. 



Fig. 255. 
Rolled 
Beam. 



WEOUGHT-IRON GIRDERS. 

Boiled Wrought-iron Beams. — The manufacture of wrought- 
iron beams or joists has been so much improved of late years that 
I they can now be rolled to any size that is likely to be 
required in ordinary buildings. 
In section (see Fig. 255) they somewhat resemble 
girders made of cast iron, except that both flanges are of 
the same size. 

Rolled beams may ordinarily be obtained of various 
sections, from 3 to 20 inches in depth, and have been 
manufactured up to a depth of even 3 feet ; but for a 
greater depth than 12 inches a built-up girder, such as one of 
those described below, is usually preferable. 

The reason for this is that the number and thickness of the 
plates used in a built-up girder may be varied at dififerent parts 
of it, in proportion to the stresses which come upon those parts ; 
whereas, in a rolled girder, the thickness of the web and of the 
flanges is necessarily unvarying throughout, and if, therefore, 
these are thick enough to withstand the greater stresses, they 
are too thick in those portions where the smaller stresses 
occur. 

Compound Boiled Iron Girders. — Sometimes two or three rolled 
iron beams are riveted together with or without plates attached 
to them (see Figs. 256, 257). 





Fig. 256. Fig. 257. 

Compau/nd Rolled Iron Girders. 

Plate QirderB. — If for any particular position rolled beams 
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cannot be obtained of the necessary form or dimcnsiona, girders 
may be built up by riveting plates and angle irons together in 
different ways. 

Eiveted, or, as they are more usually called, plate girders may be 
constructed of sizes &r exceeding those of the largest rolled beams. 

The best depth for these girders is about -^ ^e span. 

The simplest form of plate girder consists of angle irons {,ff)> 

\ <» ^ <» <» ^ y 
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Kg. 25B. 

FlaU Girder. 



riveted to a vertical plate (w), as shown in Fig. 25S, the former 
being the flanges ^ and the latter the web of the resulting girder. 
The rivets are generally at a pitch (or distance between centres) 
of from 3 to 5 inches — most frequently 4 inches. 

Some particulars regarding riveting are given at pt^e 83, 
Id some cases the rivets of the lower or tension flange of the 
girder are pitched at wider intervals than those in the upper or 
compression flange. 
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Kg. 260. Section. 



Fig. 281. Skvaiiott. 



In larger girders separate plates pp may be used for the flanges, 
and are fixed to the web by angle irons riveted as shown in 
Figs. 260, 261. 

' CaJled also " booms " in Urge gitdere. 
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When the web is deep, or of slight thickness, it has a tendency 
to buckle sideways, and requires support. 

This may be afforded by stiffeners (s) of T iron riveted vertically 
to both sides of the web along the girder, at distances varying 
according to the load, depth of girder, and thickness of web. 

Extra stiffeners are also placed under points where heavy loads 
are expected. 

The stiffeners may either be bent outwards at an angle as shown, 
or they may be cranked or joggled, that is bent close round, over 
the angle irons of the girder (which latter is a more expensive 
arrangement), or they may be kept out by means of distance 
pieces placed under them so as to clear the angle irons. This 
last arrangement is simple, but adds xmnecessary weight to the 
girder. 

In girders to carry great loads several plates are required in 
each flange, and when the flange-plates are wide, gussets or verti- 
cal plates are added ; but such heavy girders are not likely to be 
required in any ordinary building. 

"There are in eidstence plate -girder bridges of almost all possible 
dimensions, and some of the largest are objects of universal admiration ; 
yet it may be broadly stated that the plate girder, if made beyond a span 
of 60 feet, loses those advantages which, up to that span, its simplicity 
afifbrds as against the lightness of other systems." ^ 

Box Girders are made up of plates united by angle irons and 

rivets into a hollow rectangular box section, 
as shown in Fig. 262. 

Box girders should be large enough to 
admit a man or boy, so that they can be 
painted periodically on the inside to prevent 
corrosion. 

When the girder is necessarily too small 
to allow of this, the plates are made of extra 
thickness to allow for corrosion ; and some- 
times the interior of the girder is filled with 
concrete to protect the iron from the action 
of the air and to prevent oxidation. 

Comparison of Plate and Box Oirders? — 
The comparative advantages of plate and box girders are summed 
up by Sir W. Fairbaim as follows : — " On comparing the strengths 

^ Works in Iron^ by Ewing Matheson. 

* Sir W. Fairbaim, On the Application of Cast and Wrought Iron to Building 
Purposes. 




Fig. 262. 
Section of Box Girder. 
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of these separate beams, weight for weight, it will be found that 
the box beam is as 1 : '93, or nearly as 100 : 90. 

'* This difference in the resisting power of the two beams does not arise 
from any difference or excess in the quantity of material in either structure, 
but from the better sectional form of the box beam. The box beam, it will 
be observed, contains a larger exterior sectional area, and is consequently 
stiffer and better calculated to resist lateral strain, in which direction the 
plate form generally yields before its other resisting powers of tension and 
compression can be brought fully into action. 

" Taking this beam, however, in a position similar to that in which it is 
used for supporting the arches of fireproof buildings, or the roadway of a 
bridge, when its vertical position is maintained, its strength is very nearly 
equal to that of the box beam. 

"But while the plate beam, in the position thus described, is nearly 
equal, if not in some respects superior, to the box beam, it is of more simple 
construction, less expensive, and more durable, from the circumstance that 
the vertical plate is thicker than the side-plates of the box beam, and is 
consequently better calculated to resist those atmospheric changes, which in 
this climate have so great an influence upon the durability of the metals. 

<' Besides it admits of easy access to all its parts for purposes of cleaning, 
painting, etc." 

Securing the ends of Girders. 

It has already been mentioned that the ends of iron girders, 
especially those of cast iron, must not be rigidly jvMd unless they 
have been designed as girders to be fixed at the ends, for other- 
wise stresses will come upon them which they were not designed 
to bear. 

The ends of girders resting upon walls should be supported 
by hard stone templates, and may be bedded upon sheet lead 
or upon two thicknesses of asphalted or tarred felt, and if 
they are required to afford a tie to the structure, they may be 
secured by a bolt in a similar manner to the roof in Fig. 

373- 

Girders of over 50 feet span should have cast-iron shoes upon 

the ends so that they may slide when the girder alters length 

under changes of temperature, and large girders should have one 

end supported by rollers under a casting. 

When the ends of girders meet over columns or piers they 
should be connected as shown in the Figs, below. 

Fig. 263 shows two plate girders meeting over the head of a 
column, on which is a special casting leading to the floor 
above, through which casting the ends of the girders are con- 
nected by bolts as shown. 

B.C. — I I 
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A rolled cross girder resting upon the lower flange of the main 
girder may be secured by a piece of angle iron, as in Fig. 263a. 

When, however, the level of the floor or other reason requires 
that the cross girder should be higher, it may rest upon the top 
flange of the main girder, when it may meet another cross girder 
running in the same direction and be connected to it by two flat 
plates on the web, as in Fig. 263^. 

When the cross girders are shallower than the main girder 



Fig. 263fe. 



Fig. 263. 
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Fig. 264. 




Fig. 265. 



they may be connected, as in Fig. 264, or if the construction 
of the plan requires that they should be higher, they may be 
supported upon an angle iron bracket, as in Fig. 265, a. 

If the cross girders are of the same height as the main girder 
they may be connected, as in Fig. 265, 6. 

As a rule girders should be connected by the webs, not the 
flanges. The latter arrangement would often be inconvenient, and 
would in many cases be equivalent to fixing the ends, or making 
the girders continuous, which would be objectionable. 

When possible, the holes for bolts, etc., should be made as near 
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as possible to the neutral axis or centre line of the girder, so that 
they may be clear of the direct stresses upon it. 

Further Particulars regarding Wrought-tron Girdera. 

The depth of plate girders varies from t^ to ^ the span ; -^ 
is said to be the most economical proportion. 

The width of the flange under compression should not be less 
than ^ to ^ of the span, or it will be liable to buckle sideways. 
Both flanges must be wide enough for the rivets and for the 
ends of stiffeners where they are used (see Fig. 260). 

No plates of less than \ inch thickness should be used, or they 
will soon be destroyed by corrosion. 

There should be as few joints as possible, especially in the 
tension flange and web. 

Care should be taken to use market sizes of plates and angle 
irons (see Part III.) as far as possible. For example, the web in 
small girders should where possible " be made an even multiple 
of 2 inches in order that market widths of plates may be used, 
to avoid the extra cost of shearing."^ 

Angle irons should not be specified of peculiar size and 
thickness exactly to suit the calculated dimensions, or the 
difficulty in fitting them will cause not only expense but delay. 
Expense is incurred by using extra sizes. It may, however, be 
cheaper in some cases to use extra lengths, in order to reduce 
the number of joints. 

All parts should be so arranged as to be got at easily for 
riveting!;nd for periodical painting. 

Plate girders should be constructed with a camber of about 
^^ to -f^ of the clear span, so that when loaded they may not 
sag or appear to do so, and their ends should be bedded on lead 
or felt. 

Plate II. Contract Drawing of Plate Girder, etc., to support Floor. 

Fig& 266 to 269, Plate II., are reduced copies of the actual contract 
drawings for a girder to support a floor recently erected for a workshop in 
which heavy machines are used. 

A plate girder of 35 feet span, a part elevation of which is shown in Fig. 
266, supports rolled joists 6 feet 10 inches apart; upon these rest the timber 
joists carrying the wooden floor. 

At the point where the cross section on A B, Fig. 267, is taken, there are 
three plates in the beams. A joint occurs near this point, and the ends of the 

1 Adams. 
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cover plates at xx, and of the cover strips and angle iron covers for this 
joint, are seen in elevation. 

From a to 6 (in which portion the stress is less than in the centre of the 
girder) there are only two plates ; and from h to the end of the girder, in which 
portion the stress is still less, there is only one plate, as shown in the section. 
Fig. 266, taken through CD.^ 

Fig. 269 is a longitudinal section of part of the floor, and shows how the 
rolled joists are attached to the main girder. 

It wiU be seen that the positions of the rivets are shown in section by 
their centre lines and in elevation by intersecting lines showing their centres. 
This is more accurate and less troublesome than showing the rivet shanks 
in section and their rivet heads in plan and elevation. 

^ The methods by which the length and thickness of the plates and covers are 
found, and the other calculations necessary for designing such a girder, cannot be 
given here, but are fully described in Part IV. 



Chapter YHI. 
CENTRES. 

CENTRES aie temponuy structures of Tood, with curved 
Tipper siiT&ces upon which arches are built, and left until 
they are consolidated and have taken theii bearing, after which 
the centres are lemoved. 

For large arches, such as those of bridges, very elaborate centres 
are required, with special arrangements for easing and striking them 
gradually ; but in ordinary buildings the centres are very simple ; 
the arches for which they are required being generally of small 
span and coromon construction. 

Centres for very small and narrow arches may consist simply 
of a. piece of wood cut to the curve of the soffit of the arch, and 
supported under it by props. Such centres are called " turning 
piects." 



Fig. 270. 
For longer arches, such as those of tunnels, sewers, etc., the 
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centre is composed of several curved frames or '^ribs" RBB, 
supporting narrow battens nailed across them, and called " lag- 
ffings"^ lU, Kgs. 270, 271. 

For stone arches,* or very rough brick arches, the laggings may 
be of narrow battens placed an inch or more apart; but for 
superior brick arches they must be of close boarding smoothed 
off with an adze, so that the courses may be lined out on the 
surface. 

The feet of the props rest either upon the ground or upon the 
footings of the walls. When the walls are very high, corbels may 
be introduced to support the props or struts. 

Laggings should be fixed with as few nails as possible, in order 
to save trouble in removing the centering when done with. 

When the arches exceed 3 or 4 feet span the centres are made 
up of pieces nailed together, as in Fig. 270. 

As the span increases the 
form of the ribs becomes more 
complicated ; up to spans of 
20 feet, however, ribs like 
that shown in Fig. 271, 
wiU do very well. 

They are placed from 2 to 
6 feet apart, the interval 
being regulated by the thick- 
ness of the lagging and 
weight of arch. 

More elaborate centres are never required in ordinary buildings, 
and it will be unnecessary further to advert to them. 

JEasing. — In building all but the very smallest arches arrange- 
ments shoidd be made for easing the centre, so as gradually to de- 
prive the arch of its support. 

This is done by means of pairs of greased wedges introduced 
between the heads of the props and the ribs (see WW, Figs. 270, 
271). 

After the arch has been turned, and the haunches filled in, the 
points of these wedges are lightly struck so as to drive them 
outwards from the rib under which they are placed, thus lower- 
ing the centre a very little ; this causes the whole of the arch to 

^ Sc. CUading. 

* Freqaentlj in arches of large stones there are only one or two pieces of lagging 
under each stone. 




Fii,'. 271. 



120 NOTES ON BUILDING CONSTRUCTION 

settle slightly and uniformly and to taJce its bearing, the mortar 
being compressed in the joints. 

The aich is then left until the mortar has set^ after which the 
centres are removed altogether. 

Some engineers defer the easing of the centres for a day or two 
after the arch is built. When an arch is built of very soft stone 
yt bricks it is better not to ease the centering, as the pressure on 
the edges of the voussoirs is apt to chip them. 

In centres for very important stone arches, wedges or screws 
are frequently placed under each " lagging '* separately, so that the 
work may be eased, course by course, and the support replaced if 
the settlement is too rapid. 

Arrangements are sometimes adopted for easing all the wedges 
at the same time, so that the whole arch may settle uniformly. 

Scantlings. — These depend in practice a good deal on the rough stuif 
available. 

For a brick arch 2' 3" thick and 20' span, a centre such as that in Fig. 
271 would have the king-post, struts, and portions of ribs, cut out of 2" stuff. 
The laggings would be of 1 J" stuff for ribs 3' apart or 2" stuff for ribs 4' or 
5' apart 

Centering for Concrete Arohes. — The laggings should be only 
3 or 4 inches wide, laid close, the joints being nm in with 
whiting and plaster of Paris. The centering should not be 
disturbed for a fortnight, or until the concrete has set.^ 

^ R. E. Aide Memoire, 
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FLOORS. 



WOODEN floors consist of boards supported by timbers. 
The timbers of floors of upper rooms frequently have to 
carry a ceiling for the room below, which has therefore to be con- 
sidered in the construction of the floor. 

Naked Mooring is the term applied to the timbers of the floor 
without the boards. 

Clasfidlloation of Floors. — ^There are three classes of floors, viz. 

Single floors. 
Double 
Framed 

In all these floors the boards rest immediately upon pieces of 
timber called " hridging joists " or " common joists" 

N.B. — In the sketches illustratiDg the subject of Floors (Figs. 272 to 308) the 
parte are marked with the distinctive letters given below. 



» 
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Binders 

Boarding 

Bridging joists 

Ceiling joiste 

Fillete for sound boards 

Finings 

Girders 

Lathing 



B 

h 

/ 
F 

G 

I 



Plastering 

Pugging 

Strutting 

Templates 

Trimmers 

Trimming joiste 

Wall plates . 



P 

P 

8 

t 

T 

tj 
w 



Single Floors. — In single floors the " common " or " hridging 
joists " span the whole distance from wall to wall, and rest upon 
the wall plates or ^templates only. 

AdvaiUcLges. — ^With a given quantity of timber single floors are the strongest, 
cheapest, and simplest ; they distribute their weight and load very equally 
over the walls upon which they rest, and hold the sides of the building 
together. 

Disadvantages, — The disadvantages of single floors are — 
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\. When they are used for a spaa of itioi« than 12 or 16 feet^ the bridg- 
ing joists {unless of considerable size) are liable to bend or " sag," and thus 
to crack the ceiling (if any) below. 

S. Thej require a good deal of "frimmttiij" to avoid resting the ends of 
the joists on flues, fireplaces, etc. (see p. 130). 

3. The joists bear equally on all parts of the walls, on piers and openings 
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alike, and tlius the jara upon Che floor arc communicated to the wall even at 
its weak points. 

' Trcdgold says that \a ensure stiff ceilings the bearing of single Boors should not 
eiceed 12 feet, hot they are frequently made with a bearing of 18 feet or even more. 
13 feet ii  safe and usual limit for domestic work. 
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4. They occasion the use of wall plates, which often have to be fixed in 
the wall (Fig. zS6), and ore then objectionable. 

6. They liicilitate the poBsage of sound from the room below. 

This last defect can by remedied or removed by "pugging" {see p. 132), 
and also by keeping nearly all the bridging joiats clear of the ceiling, eo as 
to hare as few conductors for the Bound as posaible (see Fig. 288). This 
latter is, however, an expensive arrangement, as it renders ceiling joists 
neceasary. 

Iq ground floors (see Fig. 275) where there is a room below 
with a ceiling, intermediate walla ("dwarf" or " sleejjer" walls) 
or piers are built to support the joista at intervals. 

Upper Floor. — Figs. 272, 273, 274 give a plan and sections of 
a single floor. In tliis case there are no ceiling joists, the laths 
being nailed to the nnder side of the bridging joists, which are all 
of tbe same depth. 

Plan and Sicctionx of a Single Floor with Trinvmtd Openingi. — Fig. 272 ia 
arranged so aa to show various forms of trimming — at O the floor is trimmed 
parallel to the joists to keep clear of a fireplace, at P it is trimmed acron the 
joists for another fireplace, at Q it is trimmed to form on opening for a trap- 
door, and at R for a staircase. Herring-bone strutting is lettered k.bj. ; 
only a small portion of the floor boards ore shown, at 6, in order that the 
joisU and trimmers below may lie visible in tlie plan. 

Fig. 288, p. 131, is the section of part of a single floor with 
ceiling joists, which are supported by the deep joists at the ends 
of the figure. Only one joist in every four or five ia thus con- 
nected with the ceiling joists, in order to obtain a more rigid 



Fig. 275. 
ceiling, and also that the points at which the sound can be con- 
ducted through the floor may be as few as possible. 

SingU Flooi- — Ground Floor, — Fig. 275 is tlie section of part 
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of a single floor constructed just above the ground. The concrete 
under the floor itself is to prevent unwholesome exhalations from 
being drawn up from the subsoil into the room above. The 
damp courses are to prevent the damp from rising into the walls. 

No trimming is required for fireplaces on the ground floor as 
the bearthstone is supported by dwarf brick walls called Fender 
Wails. 

Double Floors. — In these the hridging joists, instead of span- 
ning the whole distance from wall to wall, are supported by 
intermediate balks called Binders (or " Binding Joists "), B B, Fig. 
276. 




Seetian an XT 
Fig. 277. Scale, 6fMt= 

FUat and Sediotu o/Doid)U Floor. 

Advantagu. — The stiffness of these floors prevents deflection, and secures the 
ceiling from cracking. They stop the passage of sound froin the room below, 
and the massive binders ate of great assiatance to the walls of the building 
in tyiiig them together. Moreover, if hinders are placed close to the walls to 
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carry the ends of the joists instead of wall plates, aU timber may be kept 
out of the masonry except the ends of the said binders themselves. 

DiaadvarUages, — Double floors are in some ways a complicated and bad form 
of construction. The bridging joists instead of being merely supporters add 
their own weight to be carried by the binding joists, and being superposed 
upon them cause the floor to be very deep, which adds to the height of the 
walls and the cost of the building. 

The binding joists bring the whole weight of the floor and its load to bear 
upon a few points ; if the wall is weak and full of openings this is an ad- 
vantage, for the binders may be carefully arranged so that their ends fall 
upon the stronger portions of the wall, leaving the weaker parts unloaded. 

The space between two binders is called a " Case Bay" and 
that between the binder and wall a " Tail Bay." 

Tredgold recommends that binders should be fixed from 4 to 
6 feet apart, not more than 6 feet They should be placed so 
that they may rest on the piers between the windows, not over 
the openings ; they bear either upon wall plates running the whole 
length of the wall, or upon stone templates of a sufficient length 
to distribute the pressure. 

A plan and sections of a double floor are shown in Figs. 276, 
277, 278. 

The binders rest on stone templates, tp ; and the trimming of 
the joists to clear a flue in the wall is shown at A. 

The method in which the floor is finished, with an oak border 
round the hearthstone, is also shown. A similar border is shown 
in section in Fig. 290. It is sometimes made, for economy, 
thinner than the floor boarding, which is checked out to receive it. 

The ceiling joists are omitted in plan to avoid confusion. It 
wiU be understood that they are attached to the under side of the 
binders, as shown in section, and run at right angles to their 
direction. 

Framed Floors. — The bridgiiuj^ joists in these floors also rest 
immediately on Binders, but the latter, in their turn, are supported 
by larger balks or " Girders" 

Framed floors possess, in a still greater degree, the advantages 
and disadvantages attributed above to Double Floors. 

The girders may be of any form or material selected after duly 
considering all the requirements of the case. (See Part IV.) 

If the girders are simple balks of timber, the binders are 
framed into them by double tusk tenons. They should be kept 
as far as possible from the centre of the length of the girders, in 
order not to weaken them at the points where the strain is the 
greatest. 
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The girders and binders should be as deep as possible, so tbat 
the floor may be stiff, not liable to shake or crack tbe ceiling 
below. Tredgold recommeDds that the distance apart of tbe 
girders should not exceed 1 feet ; their position depends, how- 
ever, on tbe plan of the building. 

Figs. 279, 280 represent a framed floor in plan and section. 
Fig. 279. 



SteticM tnXX tea. 



Fig. 280. (Double the scale of PUn.) 
Plan and Section of Frawied. Floor. 



The girders rest upon templates, and the binders are framed 
into them as above described. The end of one of the binders, 
which is close to a flue in the wall at A, is protected against fire 
by a cast-iron shoe C. 

Another way of effecting this would be to allow the end of the 
binder to rest upon a corbel projecting from the wall 

One end of the floor is supported by a half-girder, in order that 
it may not rest upon the yfsM containing flues ; if it were not for 
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these the ends of the binders would rest upon the wall On the 
iipper side is shown the trimming necessary for a lift. 

A great portion of the boarding is broken away to show the 
timbers below, and the ceiling joists are, as before, omitted in 
plan to avoid confusion. 

When binders are tenoned into a girder they cut into and 
weaken it considerably, especially when, as is generally the case, 
the binders are opposite to one another; to avoid this, iron 




Fig. 281. Stimipfifr tarrying tnd of Sinder, 

stirrups (Fig. 2 8 1 ) are sometimes used to carry the ends of the 
binders, and so to leave the girder intact. 

In framed floors, especially in Scotland,' the binders are some- 
times omitted, and the girders are of slighter scantling, placed 
closer together. The ceiling joists are suspended by straps of 
wood (see Fig. 308, p. 143). 

This makes a strong, stifT, and economical floor, but if the 
bridging joiste are simply notched (as they should be) it occupies 
a considerable depth. 

Oirders. — When the span of the floor is so great that timber 
girders of the required scantlings cannot be economically obtained 
or are objectionable on account of their bulk 01 for other reasons, 
girders of other form and material may with advantage be used. 

The difficulty in obtaining sufficiently large timber may be 
overcome by building up a girder out of smaller pieces (see p. 96), 
by trussing beams of lighter scantling (pp. 99-102), ot strength- 
ening them by the introduction of an iron flitch plate (Fig. 230, 
p. 98), or rolled joists (Fig. 231), sandwich-fashion. 

Ikon Beams, — Boiled iron beams (Fig. 255) may with great 
' Newland'g Praetkal CarpeaUj't and Joint's Assulanl. 
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advantage be used as a substitute for timber girders or binders, 
for they are less bulky and more durable. 

Figs. 282 to 284 show different cases of the application of 
rolled beams or joists. 

In Fig. 282 a rolled beam B is substituted for the binder in a 

double floor. In Figs. 283, 284, 
rolled beams are substituted for the 
girders in framed floors. In Fig. 
283 the beam being too deep to be 
contained within the floor, projects 
beneath it and is concealed by 
plastering, which forms part of the 
panelled ceiling below. 

Plate Girders. — When still deeper girders are required they 




Fig. 282. 
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Fig. 284. 
Fig. 283. 

may be built up of plate iron as described in Chap. VII. and applied 
in the same way as the rolled beams shown above. 

General Bemarks. — Girders should always be placed so as to 
have good supports for their extremities. 

Those intended to support floors should rest, therefore, on solid 
walls or piers, not over the windows or other openings. 

To ensure this, it is sometimes necessary to lay them obliquely 
across the room, but an inclined position should be avoided if 
possible. It is better to provide very strong templates over the 
openings to carry the girder and throw the weight well upon the 
piers. 

The ends of all timber girders should rest upon stone templates, 
and be perfectly clear of the masonry. 

Girders should be weakened as little as possible by mortises 
or joints of any kind which cut into them, especially at or near 
the centre of their length, where the greatest strain comes upon 
them. 
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Wall Plates are continuous, or in any case, long pieces of 
timber built into or upon a wall to support the ends of joists or 
other bearers. 

They distribute the weight thrown upon them by the joists, 
and give the latter a hold upon the side walls, so that these are 
tied together. 

On the ground floor the wall plates generally rest upon an 
offset in the wall, as in Fig. 285. 

Above also they may rest on an offset if there is a change in 
the thickness of the wall ; or. 

They may be built into the wall, as shown in Fig. 286, great 
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Fig. 285. Joist on Wall 
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Fig. 286. Joiti notched on 
Wall Plate built in. 



Fig. 287. Wall Plates 
supported oii Corbels. 



care being taken that there is a free circulation of air round the 
ends of the joists ; or, 

They may rest on corbels provided for the purpose, as in Fig. 
287, or upon a corbel-course, thus preventing all danger of decay 
by contact with the masonry and want of air. 

The joists are either simply nailed on the wall plates, or 
"notched" (Fig. 286) or "cogged" (Fig. 287) upon them. 

If the joists are of unequal depths, the notches are varied in 
depth also, so as to keep the upper surfaces of the joists in the 
same plane. 

Cogging gives the joists a good hold upon the wall plates, so 
as to tie the walls in, but it is seldom done. 

Wall plates are sometimes dovetailed into each other where 
they meet at the angles of a building, but there are great objec- 
tions to dovetails (see p. 64), and it is better that they should 
be halved and bolted. 

Wall plates should be in as long pieces as possible, and when 
two or more pieces are required to extend along the length of the 
wall they should be scarfed together (p. 63). 

B.C. — I K 
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Rolled Iron Wall Plates with a raised rib running along their 
centre line are sometimes used, and are free from many of the 
drawbacks of wooden wall plates. 

TredgolSs Jtulefor size of Timber Wall Plates— 

For a 20-feet bearing, 4} inches by 3 inches. 

40 „ „ n 
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Templates. — Stone templates are often used instead of wall 
plates, and have the great advantage of being indestructible by 
fire or decay. The joists cannot, however, be economically fixed 
to them, which is a disadvantage. 

They should be of hard stone, and in lengths of at least 2 or 
3 feet, so as to distribute the weight of the joist and its load over 
a wide bearing. 

Bridging Joists or ** Common Joists." — These are generally 
laid about 12 inches apart ''in the clear" (i.e, between the side 
of one joist and that of the joist next to it), or sufficiently near 
to prevent the deflection of the floor boarda In the best work, 
however, the joists are laid 12 inches from centre to centre as 
shown in Kg. 288. 

Rorigh Rule for Depth of Joists, — The rule of thumb for the depth of common 
joists is to take half span in feet ; to this number add 2 for the depth of 
the joist in inches. 

E.g,, For a span of 18 feet. — Balf this is 9, add 2, which gives 11 inches 
for the depth. 

With the same quantity of timber, the deeper the joists can be made the 
stiffer and stronger they are. The depth can be calculated by the rules 
given above or those in Part IV., or obtained from the table, p. 143. 

Joists should not be less than 2 inches wide, or they wiU be 
split by the nails holding the boarding, especially at the heading 
joints where four netils come together. In a trenailed floor (see 
p. 78) the joists should be wider. They should never be more 
than 3 inches wide if they are themselves to carry a ceiling 
(without the intervention of ceiling joists), as the lower surface of 
the joists causes a blank space behind the ends of the laths, which 
interrupts the key for the plastering. 

Joists sometimes have a slight curve or "camber" in their 
length, due often to seasoning — ^in laying them this should be 
placed upwards to allow for the "sagging" or drooping which 
will take place after fixing — any knots should be kept uppermost 
i.e. in that part of the joists that wiU be under compression when 
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they are loaded (see Part II.) The whole floor should be laid a 
little higher in the middle than at the sides of a room. This, 
however, is diflBcult to arrange. 

Joists are skew-nailed, cogged, or notched on to the wall plates, 
as described in p. 129. If possible, air space should be left round 
the end of each. 

Strutting. — Joists more than 10 feet long should be strutted 
at intervals of about 6 to 8 feet, to make them stiff and to pre- 
vent them from turning over sideways. The struts also add 
greatly to the strength of the floor, by causing the pressure on 
the joists to be transmitted from one to the other. 

Herring-Bonb Strutting^ consists of small pieces from 2 
inches to 3 inches wide and 1 inch thick inserted diagonally and 
crossing one another between the joists, as shown at ss in Fig. 288. 
They must not be split in nailing them ; the holes for the nails 
must be bored ; or two small saw cuts made in each end of the 
struts to receive them. 




Pig. 288. Section 0/ Single Floor, showing Pugging, Sownd-Boarding, and, Herring- 

bone Struts, 

Sometimes simple pieces of board at right angles to the joists, 
and fitting in between them, are used instead of the herring-bone 
strutting. 

Kby Strutting. — Wooden keys are occasionally used instead of struts. 
They are mortised through the joists with very small tenons, which must, 
however, weaken the joists to a certain extent, and they are therefore 
objectionable as well as being expensive. 

Of the above forms the herring-bone struts are the best, as they do not 
cut into the joists, and they transmit the pressures upon them in proper 
directions. 

Strutting, to be really effective, should be in straight lines along 
the floor, so that each strut may abut directly upon those adjacent 
to it. 

Tension rods are sometimes passed through the joists at right 
angles to their lengths so as to bind them together, compressing 
the struts ; this adds greatly to the stiffness of the floor. 

^ So. Dwangs. 



132 NOTES ON BUILDING CONSTRUCTION. 

Pugging ^ is plaster (coarse stuff), mortar and chopped straw, 
or other mixtures laid upon boards fitted in between the joists of 
a floor to prevent the passage of sound or smell from the room 
below. It has the drawback of making the floor very liable to 
rot by preventing the circulation of air. 

The ^' sound'hoardiTu/ " ^ sb (see Fig. 288) to carry the pugging, 
jp, is supported on fillets, /, nailed along the sides of the bridging 
joists, hjy about half-way down. 

The fillets are sometimes rectangular in section, about 1 inch 
by 1^ inch, but are better if cut diagonally out of a piece 2 
inches by 1^ inch (see Fig. 288), as they then have a larger 
surface for nailing. 

Dry moss, or a mixture of lime mortar, earth, and smiths' 
ashes — are sometimes used instead of the plaster ; also slag felt, 
slag wool, turf, plasterers* rubbish, sawdust, tan, dried moss ; but 
all materials likely to decompose are objectionable. 

Slips of cork or list along the upper edges of the joists upon 
which the boards are nailed, are recommended by Tredgold as a 
means for reducing the passage of sound. Felt or felt-paper over 
the boards and under the carpet have been used for the same 
purpose. 

Trimming.^ — It often happens that on account of flues, fire- 
places, or from other causes, it is inadvisable to let the ends of 
the joists rest on particular parts of the walls, and it is necessary 
that they should be trimmed. 

The arrangement of the trimming varies according as the joists 
are at right angles to or parallel to the wall in which the flue or 
fireplace occurs. 

In the former case (see Fig. 290) the joists are stopped short 
of the portion of wall to be avoided, and tusk-tenoned into a cross 
beam T, called a trimmer. 

This trimmer is tusk-tenoned at the ends, and framed in 
between the two nearest bridging joists bearing on the wall, on 
each side of the portion to be avoided. 

The joists, tj\ carrying the timber are called " trimming joists** 
As they have to carry more weight than the other bridging joists, 
they are made wider. 

Trcdgol^JCs Rule. — To the width of the common joists add J of an inch for every 
joist carried by the trimmer, and that wiU give tlie width of the trimming joists. 

* So. Deafeniing. ^ So. Deafening-hoarding ^ or sometimes Pug-hoarding. 

2 Sc. Bridling. 
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The tTimmer ahonid bo olcuUted by the ume rules si binders {tte p. 124). This 
mle refen to the ordinary cise id which the joists are all of the saiae depth, as in 
Fig. 374. When the trimming joiita are deeper than the otben, they need not be ho 
wide in proportion. 

Figs. 289, 290 show five joists trimmed to avoid a fireplace. 
A small " trivimer arch " ' is turned from the wall to the trimmer 
to carry the heartlistone. The length of this arch may with 
Fig. 289. 



Fig. 290. SidlononXr. 

Flan and Stetion of Chiimity Breast and Btarlh showing Trimming. 

N.B. — The ceiling joists are omitted in plan to prevent confusion. 

ailvantage be equal to the full width of the chimney breast, and 

it should, in any case, be at least 21 inches longer than the width 

> Sc. Bridle, 
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of the opening of the fireplace, so as to support the hearthstone, 
which is 18 inches longer than the width of the opening, and to 
leave room besides for a cradling piece 4^ inches wide at each 
end, to support the oak border and the ends of the floor boards. 

In some cases a filling-in piece is fixed between the trimmer 
and the wall to support the ceiling joists under the arch. This 
construction is, for some reasons, objectionable, for it requires a 
corbel or plate in the wall to support the end of the filling-in 
piece; and in the illustration given (Fig, 290), it is also unne- 
cessary, for the ceiling joista can be fixed to the trimming joists 
as shown, and require no support between them. If, however, 
there are no ceiling joists, the filling-in pieces are necessary to 
support the laths for the plaster of the ceiling. 

When the hearth to be supported is wide and the depth of the 
floor is not sufficient to afford room 
for the rise of an arch such as that 
in Fig. 290, then the trimmer arch 
may be continued past the crown, as 
shown in Fig. 291, springing on one 
side from the chimney breast and 
on the other from a splayed fillet 
^^- ^^^' nailed against the trimmer or trim- 

ming joist to form a skewback. 

When the joists are parallel to the wall in which a fireplace 
occurs, the trimmer arch is turned against the first continuous 
joist (in this case called the " trimming joist "), and short trimmers, 
T, are inserted to carry the trimmed joists between that joist and 
the wall, in the same way as shown in the trimming for the fire- 
place in Fig. 272. 

In some casea iron pipes ai« Bubatituted for the timber trimmera T ; each 
rests at one end on the wall, aad passeB tliiongh holes in the short bridging 
joists which it supports, its other end being supported bj passing throQgh a 
hole in the trimming joists tj. 

A layer of 3 or 4 inches of Portland cement concrete, supported by wooden 
filleta extending from the hearth to the trimmer, is sometimes used instead 
of the trimmer arch. Curved tiles have also been used for the same purpose. 

The thrust of the trimmer arch is sometimes counteracted by 
iron rods built into the wall, as shovm in dotted lines. They are 
more useful when the joiste are parallel to the fireplace, in which 
case the trimming joist against which the arch abuts requires sup- 
port against bending laterally ; the rods, however, are seldom used. 



Fig. 276 showa two joists trimmed to avoid the flue at A. 

In Fig. 2 7 2 is shown the trimming necessary for a trap-door 
in the floor, and in Fig. 279 a trimming for a lift 

Openings for stairs are trimmed in a similar manner (see E, 
Fig. 272). 

Floor Boards are laid in seveial different ways. 

Plain jointed} — The boards are simply laid side by side, as 
close as possible (see Fig. 292), a nail or generally two being 
driven tbiough the boards into each joist. 

The inevitable shrinlcage of the boards, as at A, will cause 
openings through this description of floor. 



Fig. 293. JPlain Jointed Floor. 

Bthated? of which the section, F^. 293, explains itself. — Here 
a considerable shrinkage may take place, as at A, without causing 
an opening between the boards throughout their depth, but the 
joint is not an economical one and is seldom used. 




7i^. 293. BOattd noor. 



Fig. 2S4. Sebaltd, Grooved 
and Tongatd Floor. 
FUlistered^ is another name for the joint shown in Fig. 293, 
Hebated, Orooved * and Ton^ied. — One board can first be nailed 

' 'When two boards dmplf abut agiinst one another, their edge« m*; be "shot" 
or fllQOOthed off with a plans, and their junction ia kaown as a plain or bvM joint. 

' Sdialing or Sabbeting is the cuttinj; a rectangular slip out of the side of a piece 
of wood, at at A in Fig. 28S. The re-entering angle left upon the wood is called the 
rtbaSe or rabbet, or Sc. the duck. 

' Another meaning of the word filliatered is given at p. 138. 

* Grooving or Ploughing is the fonnation of  rectangular groove in a piece of 
wood to receiTe a tongue, as in Figs. 290, 297. 
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aa BhowQ at h, Fig. 294, and then tlia other board, upon being 
slipped into it, will be kept down by the form of joint. Thus 
the nails are prevented from appearing on the surface of the floor, 

^ which is sometimes desirable ; 

^l""^ the joint is however wasteful 
of material and troublesome to 



fit. 

Rebated and Filleted . — A 
rectangular rehite is cut out 
along the lower edges of the 
boards as in Fig. 295, and the 
space filled in with a slip or "JUlet," generally of oak or some 
hard wood, about 1^ inch or 1^ inch by -^ inch in section. 

It will be seen that any opening caused by shrinkage is covered 
by the fillet, and the floor must be worn down nearly through its 
whole thickness before the fillet ia exposed, so that the joint is an 
economical one and is easily repaired. 

Ploughed and Tongued. — A narrow groove is cut in the side of 
each board, and an iron or wooden * tongue inserted (Fig. 296). 




Fig. 295. Rebated and PilUted Flatr. 



Fig. 296. Piauglud and 



Fig. 297. Qroowd and 
Tongued Floor. 



It will be noticed that this shares some of the advantages of 
the filleted joint, but the tongue is sooner laid bare when the 
floor is much worn. The tongue should be kept lower than the 
centre of the thickness of the boards, so that as much wear as 
possible may be got out of them before it is exposed. When 
wooden slip feathers are used they should have a coat of paint, 
and iron tongues should be painted two coats, or galvanised to 
prevent their rusting, swelling, and splitting the wood. 

/h-ooved ai>d Tongued. — In this joint (Fig. 297) the tongue is 

worked upon one board to fit the groove cut in the other. This 

is not an improvement on the joint last described ; the tongue is 

necessarily thicker, and thus causes a thinner piece of wood to be 

I Sea remarks on ilip feathers, p. 238. 
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left above the groove. This rots and flakes away if the floor is 
often -washed. 

Dowelled. — Small oak dowels are fixed along the edge of one 
board to fit into holes in the other (see Fig. 298). 

The dowels should not be over the joists, but in the spaces 
between them, so that the edges of the boards are held down and 
kept flush, at short intervals throughout their length, by the 
nails at the joists, and by the dowels between. 




Fig. 298. DoweUed Floor. 

Dowelled floors show no nails on the surface ; only one edge of 
each board is nailed obliquely, the other being kept down by the 
dowel 

Of the joints above described, those illustrated in Figs. 292, 
293 are used chiefly for inferior floors; that shown in Fig. 295 
for warehouses or barracks; those in Figs. 296, 297 for ordinary 
floors of a high class; and that in Fig. 298 for very superior 
floors. 

The joints in Figs. 293, 294, 297 necessitate the use of a 
larger quantity of boarding to cover a given surface than when 
the other joints are adopted. 

Headings. — The boards in floors are 
to go right across the room. 

In such a case the joint between the end of one board and the 
next is called the heading joint 

Headings should always fall upon joists, and break joint with 
one another in plan. 

Square Heading. — ^In this tlie ends of the boards simply butt 
against one another, similarly to the side joints in Fig. 292. 

Splayed 01' Bevelled Heading, — The ends of the boards are 
splayed to fit one another, as shown in Fig. 299. 

Tongued Heading. — The ends of the boards are cross-grooved, 
and laid with a cross-grain wood, or a metal tongue, similar to 
that shown for the side joints in Fig. 296. 



seldom long enough 
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Sebated and Tongued Heading 13 formed in the same vay exactly 
as the joint shown in Fig. 294, and has the advantages mentioned 
at p^e 135. 



Pig. 2S9. Splayed Heading. 

Forked Headingt. — In these the ends of the hoards are cut into a 
number of eharp salient and re-entering notches, whose ridgeB are parallel to 
the surface of the fioor. These notches fit one another, and fonn a tight 

Such joints are sometimes used in oak floors, but they are extremely 
troublesome and espeneire to make, and the point nearest the surface of the 
floor ia very liable to break away, even in hard wood. 

Broken Joint Floobs. — Sometimes in very common work boards of 
unequal width are used, so that there are breaks in the longitudinal joints. 
This occurs chiefly when the floor is laid " folded," as described on page 1 38, 

Straight Joint Floors. — The usual practice is, however, to have the 
floor boards gauged to the same width, so that their longitudinal joints form 
straight lines &om end to end. 

General Remarks on Floor Boards. — Floor boards should 
be brought on to the ground prepared and planed, generally by 
machinery, as early as possible after the building ia commenced, 
so that they may be thoroughly seasoned before they are required 
to be laid. 

If not prepared by machinery, the boards should all be brought to 
the same width, have their edges shot, and be gauged to the same 
thickness with a fillister plane, which takes out a rebate on each 
side down to the gauge mark.^ They are then turned over, and 
trimmed down to the proper thickness at the points where they 
cross the joists. 

The best Soois are those laid with narrow boards (from batten 
widths down to strips of 3 inches or 4 inches wide), as the shrink- 
age in each is less, and the joints can be kept tighter. 

The boards may with advantage be placed in position, and left 
a year thoroughly to season before being nailed down. 

' This operatian is oMa^ fiUMtrmg. 
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Fig. 300. Laying Folded Floor, 



However well seasoned they may be, they will always curl up 
a little after being touched with the plane. 

Folded Floors, — Floor boards are generally jammed tightly 
together as they are laid, by means of flooring cramps, but in 
common floors they are sometimes laid folding, thus : — 

Two boards are laid and nailed at a distance apart little less 
than the width of 3 or 4 
boards^ These are then put 
into the space, and forced home 
by laying a plank upon them, 
and jumping upon it (see Fig. 
300). 

The boards thus laid together are often of the same length, so 
that their heading joints fall into one line, and are not properly 
broken. 

Floor Boards in Two Thicknesses, — Known as " Victoria Floors." 
In very superior floors two layers of boards are frequently used. 
The lower layer consists of f inch deals carefully laid and nailed 
on to the joists in the usual way. When it is down, the grounds, 
joinery, skirtings, etc., are fixed, and the pl«istering completed. 
After which, the upper layer, consisting of narrow strips 1 or 1^ 
inch thick, it may be of wainscot oak or of some superior wood, 
is fixed with dowelled or other secret- nailed joints. 

Nailing Floor Boards. — ^The position of the nails, in the various 
forms of joint, is shown in the figures. 




Fig. 301. 



Fig^ 302. 



Fig. 303. 



Flooring brads (Fig. 303) are generally used for securing the 
boards to the joists. They are flat-sided nails, which are easily 
driven in parallel to the grain of the boards without danger of 
splitting the wood ; their heads being parallel with the grain can 
be punched below the surface so as to admit of the floor being 
planed. 



/ 
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They hold better than clasp nails (Figs. 301, 302), and the 
heads of the latter disfigure the surface of the floor — clasp nails 
must however be used for edge or secret nailing — as brads would 
break under the cross strain brought upon them in that position. 
Holes must be bored for wrought clasp naUs or they will split the 
wood in driving — the labour of boring is saved where cut nails 
are used.^ 

When the heads of the nails are concealed, as in Fig. 294, the 
floor is said to be " secret-nailedJ* This may be eflfected in the 
joints shown in Figs. 296, 297 by driving the nail obliquely 
through the edges of the boards, taking care to clear the tongue or 
feather. 

Secret-nailing is sometimes advisable for polished oak floors, or 
when the boards are very narrow, as, in the latter case, there 
would otherwise be a great many nail-heads in the surface. 

Screwing dovm Floor Boards, — Occasionally, especially in oak floors and 
where boards may have to be removed to get at gas pipes, etc., the boards are 
screwed down. For oak floors the hole should be countersunk, or a piece 
taken out about ^ inch deep above the head of the screw and filled in after- 
wards w^ith pieces of oak to match the floor ; this is called "pelleting" 

General Bemarks on Floors. — The timbers that carry the 
weight should, as a rule, be laid the narrowest way of the room. 

The bearing timbers may be so arranged as to tie in the 
principal walls, and if the building forms a comer, having two or 
more external walls, they may be laid in opposite directions in 
the alternate stories. 

All parts of timber built into walls should have clear spaces 
round them for circulation of air. 

Timbers passing over several points of support, such as joists 
over binders, joists or binders over party walls, and similar cases, 
should be in as long lengths as possible, by which their strength is 
greatly increased as compared with what it would be if they were 
cut into short lengths, just suflScient to span the intervals between 
each pair of supports. (See Part IV.) 

Fixing uniformly loaded timbers rigidly at the ends increases 
their strength by one half, but this can seldom be done in prac- 
tice. If the ends are built into the wall they have a tendency 
to strain and destroy the masonry. The want of a free circula- 
tion of air causes the timber to decay, and in any case it soon 
shrinks and becomes loose. 

' S.M.E. Course, 
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Tredgold recommends that floors should be laid with a slight 
rise in the centre (about J inch in 20 feet), to compensate for 
the settlement that will take place in the beams. 

All floors near the ground should be ventilated, to secure a 
perfect circulation of air round all their parts. This is easily done 
by inserting air bricks in the walk. 

For the same purpose openings should be left in the sleeper 
walls carrying the intermediate wall plates of ground floors. 

The ground below the floor should be thoroughly drained, and 
covered with concrete to prevent damp from rising. 

Pakquet Flocks have their surface formed with small pieces 
of wood, inlaid to a pattern. They are more the work of a 
cabinetmaker than of a carpenter, and do not come within the 
scope of these Notes. 

Floors of Short Timbers. — These consist of very short pieces 
arranged in different ways so as to support one another, but a 
description of them would be more curious than useful. 

Ceiling Joists ^ are light beams to carry the laths for the 
plastering of the ceiling. They are fixed to the under side of the 
bearers of the floor, running at right angles to them ; that is, in a 
Single floor to the bridging joists, in a Double or Framed floor to 
the binding joists. 

They should be 14 inches from centre to centre where double 
laths are used ; if more widely placed than this, the laths are 
likely to give with the weight of the plaster. With thinner 
laths the joists must be closer together. 

Two inches is the best width for ceiling joists. This is suffi- 
cient to nail the laths to. If wider, the under surface of the 
joist interrupts the key for the plaster. 

Notched, — The mode of fixing ceiling joists is generally to 
notch them and nail them, as shown in Fig. 278. 

Chase-mortised, — Sometimes, however, the depth from the ceiling 
to the surface of floor has to be kept as small as possible, in order 
to gain space. With this object the ceiling joists may be tenoned 
in between the bridging joists or binders with chase mortises, formed 
either as at a; or as at y, Fig. 304. This should, however, be 
avoided as much as possible, for the mortises weaken the bearers. 

Mlleted. — Another plan is to support the ends of the ceiling 
joists (ff) upon fillets nailed to the bridging joists, as shown in 

i\' 305. 

^ Sometimes called Baglins in the North of England. 
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Where ceiling joists are fixed in between bearers, their lower 
edges are allowed to come a little below the latter, a firring ' {F in 



Fig. 805. Ceiling Jaistt mfporUd 
by FilUtafiad to Bindtr. 

Figs.) not wider than the ceiling joist being attached to the bearer 
below, so as to afford a key for the plaster. 

This is advisable also, because the bearers are sure to sag, and 
if the under sides of the ceiling joists were flush with those of the 
bearers, the ceiling would be curved as in Fig. 306 (the curve in 
which is of course exaggerated) ; but by allowing them to be 
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Fig. 308. Fig. 307. 

Ceiling Joitlt on Sagged Floor. 

lower, they can be so arranged (see Fig. 307), that, after the 
bearer has sagged, their lower surfaces may be in a horizontal 
plane, so as to form a level ceiling. 

In single floors with ceiling joists every fifth or sixth bridging 
joist is generally made 2 inches or so deeper than the others, 
and extends below them to carry the ceiling joists (see Fig. 288). 

This, as already explained, is to prevent the passage of sound, 
by reducing the number of points at which it is conducted through 
the wood. 

Ceiling joists should be fixed slightly higher in the centre of 
the room (about ^ inch in 20 feet), to allow for the inevitable 
settlement of the floor. 

In single floors of small span, the ceiling joists are frequently 
altogether dispensed with, and the laths nailed to the under side 
of the bridging joists (see section. Fig. 274). 

Ceiiing JoUU hung hy iSfrafw.-— Ceiling joists aie sometimes hung &om the 

' Firringa ox Funingi are small rough pieces of wood attached to any piece of 
cvpentiy to bring its surface np to a reqniied level. Sc. Ekeings. 



bridging joiste in a fi«med floor, Buch as tliat mentioiked at page IS7, bj 
wooden straps as in Fig. 308. Thus the separation between the floor and 
ceiling is more complete, and the eonnd ia lew readily condncled. 



Fig. 308. Ceiling JouU Aumj bg Slrajn. 

BRANDBBiKa. — The ceiling joiata to which the laths are nuled somewhat 
intBTTQpt the key for the plastering of the ceiling. To remedy this, and to 
obtain a atifFer ceiling, battens aboQt 1 inch square, and from 12 to 14 
inches apart, are sometimes nailed to the nnder mde of the joists, crossing 
them at right angles. These battens keep the laths at a little distance from 
the joiata, and thus give room for the plaster to be squeezed in behind them 
and form a " key." 



Slsea for Floor Tlmbera. — TABLES OF SCANTUNG. 

Table of the Scantungs recommended by Tredgold for Single 
or Brtoginq Joists of Baltic pine for different bearings from 5 
to 25 feet — the distance from centre to centre of the .joists 
being 12 inches. 
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Table of Scantlings Recommended by Tredgold for Binding 
Joists of Baltic pine for different spans from 5 to 20 feet 
when the distance from centre to centre is 6 feet. 
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Table of the Scantlings for Girders of Baltic pine recom- 
mended by Tredgold for different bearings from 10 to 36 feet 
— girders 10 feet apart. from middle to middle. 
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Tredgold's Rules for ScANTLiNa of Floor Timbers — 
L= Length in feet. B= Breadth in inches. D= Depth in inches. 

Bridging or Common Joists (1 2 inches from centre to centre). — 

D = V ^ X 2*2 for fir, or x 23 for oak. 
B 

Trimmers and Trimming Joists (see p. 132). 
Binding Joists (6 feet apart). 

Vl2 

D = V -=5- X 3'42 for fir, or x 3*63 for oak. 
B 

L2 
B = :k^ X 40 for fir, or x 44 for oak. 

Girders. — D = v - . x 4*2 for fir, or x 4 "34 for oak. 

^ B 

B = --r X 74 for fir, or x 82 for oak. 

CeUing Joists (12 inches from centre to centre). — 

L 

D = 8";=- X 0*64 for fir, or x 0*67 for oaL 

When ceiling joists are of the nsnal thickness of 2 inches^ half the 
lezigth of bearing in feet will give the depth in inches; 
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Chapter X. 

CARPENTRY— (Con«nti«Q. 

PAETITIONS. 

PARTITIONS are used to divide rooms from one another, instead 
of walls, to save space and expense, and they are desirable 
in upper stories where there are no brick or masonry walls below 
the divisions required between the rooms. 

QiLartered Partitions consist of framings filled in with light 
scantlings or ** qtuirterings" upon the sides of which laths are 
nailed and plastered. 

These may be "framed" or "common,'' — the former being 
trussed so as to carry their own weight between the walls as 
abutments, the latter merely resting upon a dwarf wall when 
intended for the ground floor — and in other cases upon walls, 
floors, or rolled iron joists or whatever may be immediately below 
them. 

Brick'Uogged Partitions (see p. 152) have the intervals between 
the quarterings filled in with brickwork, upon which the plaster- 
ing is laid. 

General Bemarks (chiefly from Tredgold's Carpentry), — Parti- 
tions containing timber should not be used on the floor next to 
the ground, as the wood is affected by the damp and decays. 
Stone or brick walls are therefore preferable in such positions. 

A quartered partition sometimes rests on the cross and party 
wall of the ground-floor. This is not a good arrangement, as the 
partition becomes cracked in consequence of its being unable to 
settle together with the main walls to which it is fixed. 

Nor should the weight of the partition be allowed to rest on 
the floor below it, as it bears heavily upon the joists, cracks the 
ceilings below, and also settles and tears away from the ceiling 
above it 
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A better arrangement is to suspend the partition from the floor 
or roof above ; this prevents the cracking of the cornice above the 
partition. 

Of course, if the weight of the partition be thrown upon either 
of the floors or the roof, these latter must be strengthened accord- 
ingly. 

By far the best plan, however, is to make the partition self- 
supporting, depending only on the main walls carrying its ends, 
and forming, in fact, a very deep truss. 

If the trussed partition be supported by two walls of very un- 
equal height they may settle unequally, and, if so, will cause it to 
crack. If the walls are of equal height and well founded they 
will settle equally, and the partition moving with them will sus- 
tain no injury. 

The framing of the truss should be so arranged as to throw the 
weight npon the points of support in the walls at the end of the 
truss. 

Partitions should be made of very well-seasoned timber, and 
the joints carefully fitted. The whole should be allowed to stand 
for some time before being lathed, so that the timber may take 
its bearings and twisted timbers may be put right before plas- 
tering. 

Common FartitionB. — Tredgold states that when a partition 
rests on a floor or is otherwise supported throughout its length it 
is better without braces, the quarterings being simply steadied by 
horizontal pieces nailed between or across them. 

Fig. 309 is an elevation of a common partition. Its sill {&&) 



Fig. 809. Common FariUimi. 
rests upon the floor below, two joists being laid close side by a 
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aud bolted together to support it. The head H enters the walls 
at its ends, but they should not rest upon the wall. 

The fiUing-in pieces, studs, quarterings, or quarters (s/), should be 
of light scantling just so thick (about i inches) that the laths 
can be nailed to them. They are stub-tenoned to the top and 
bottom plates, and stiffened by short struts (ti n) called nagging 
pieces, or by continuous rails (A A), as in Fig. 310, notched on to 
the uprights and nailed to them. 

The nogging pieces should be fixed as shown, alternately, at 
different levels, so that their ends may be got at for nailing, and 
should not come up flush with the face of the stud on either side 
or they will interfere with the key for the plastering. 

The studs should be placed at such a distance apart as will 
siut the lengths of the laths. These are generally 3 or 4 feet 
long, and the studs may be at 12 inches central intervals, so that 
the ends of the laths may fall upon every third or every fourth stud. 

The studs D on each side of the door are called the door-studs, 
principal posts, uprights, or double quarterings. They are tenoned 
through the head and sill, and so are the stiffening studs (s s t), one 
of which is shown in the figure. 

In trussed partitions the studs should be about ^ inch on each 
side wider than the timbers of the truss, the nogging pieces, and 
any other timbers with wide surfaces. Narrow half-inch pieces 
are nailed upon these surfaces to receive the laths, so that the 
key for the plastering may not be interrupted, and that room may 
be left for the shape of the truss when these are away. 

Tredgold recommends that when extra strong and sound-proof 
partitions are required, the studs should not be filled in between the 
framing but nailed on the outside as battens, and then plastered. 

When the partition rests on the floor below, the sill would 
project inconveniently above the floor in the doorway. That portion 
of the sill is therefore cut out after the partition is fixed. 

Framed Partitions. — Framed Partition without Doorways 
— ^This may be formed like an ordinary king-post truss, filled in 
as described below. 

Framed Partition with Ordinary Doorway in the Centre. 
— A truss of queen-post form may be used, as in Fig. 3 10, which 
is tak^n from Tredgold's Carpentry, 

The braces (66) correspond to the principal rafters, and Tred- 
gold recommends that they should be inclined at an angle of 
about 40'' with the sill (SS). 
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Tlie doorhead fulfils the part of the atraining beam,' while the 
bottom plate or "aiU"' (SS) correspondB to the tie beam, and may 
pass between the joists under the floor boards. 



Fig. 310. Framed PartUion ufilh Doorway in etntn. 

Framed Paktition with Wide. Doorway in Centre. — Fig. 
3 1 1 shows a partition with queen-post trusses, and having in the 
centre a wide doorway to receive folding-doors. 



Fig. 311. Fnimed PartiiUm with wide Doemxiy. 
It will be seen that the trusses carry the whole weight of the 
partition, and transmit it to convenient points in the walls, where 
stone templates are provided to support the ends of the head 
or top plate (H), the intertie (T), and the sill (S). 

' 3m Fart II. ' So. SoU, or sometimes Bottom Runiicr. 
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The framing is further strengthened by the bolts on each aide 
of the doorposts. 

This is a very strong partition, and adapted for bearing, if 
necessary, the weight of the floor above it, which latter is shown 
in dotted lines, 

A partition of this form is said to be " one-fourth trussed," sig- 
nifying that the upper truss occupies that proportion of the whole 
depth. 

Framed Partition with Side Doors. — The partition in Fig. 
3 1 2 * 18 sustained by the king-post truss over the doorways, from 
which hangs the lower portion of the framing. 

The floor below is dotted in order to show the pieces (a;) which 
are framed in between the joists to form a support to the feet of 
the doorposts. 



Fig. 312. FraTMd Partition luiUi Dooncays at sides. 
Details. — Figs. 313, 314 give enlarged illustrations of some of 
the joints of the partition shown in Fig. 312. 

Partition eiiending through m,ore than ont Story. — In aome cnseB partitions 
ate carried up one above the other through two or three stories. Such parti- 
Liona may be so arranged as to assist one another. Fig. 315 gives an outline 
of a partition extending tlirougli two stories, in which the door ttnde of the 
upper partition are supported by the queen posts of the truss of the one 

In this particular eiample no straps are used, the tightening up of the 
truss being effected by the bolts shown in dotted lines. 

Since the introduction of rolled iron joiste by which partition 
walls can easily be carried, the use of elaborate trussing for 
partitions has practically become to a great extent obsolete, 
' Modified from an example in Newland's CarpaUcr'a avd Joijier's Asaitiimt. 
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The forma of partition devised to suit particular requirements 
are endless, but tjie arrangements shown, or modifications of themj 
Tpill he found to he adapted for most ordinary cases. 
Fig. 813. 
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Fig. 314. Details 0/ Fartilion. through two Floors. 

Wrought-iron tie rods, also cast-iron sockets and shoes, are often 
used (for the same purposes as in roofs) in partitions of large size, 
or those which have to hear a great weight. 

Iron straps are also used as in roofs, hut in partitions they 
are often unnecessary and have the great disadvantage of interfer- 
ing with the key of the plastering, uoleas trouble is taken as 
described (p. 148) to prevent this. 

'Weishla ftnd SoantlicigB of FartltlonB. 

Pounds per •qusre. 
The weight of a Bqure of partitioning ma; be taken at From I4B0 to 2000. 
The weight of a square of single -joiated flooring, without 

coonter-flooring 12fl0 to 2000. 

The weight of a square of framed flooring, with connter- 

flooring 2500 to 4OO0. 



y 
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Scantlings for the principal timbers of a partition bearing its own weight vnXy — 
4 inches by 8 inches for bearing not exceeding 26 feet 
4 „ bySi „ „ „ SO „ 

6 M by 4 „ „ „ 40 „ 

If the partition has to sustain the weight of a floor or roof, the sizes of the timbers 
must be increased to meet the additional strain that will come upon them. 

The filling-in pieces should be just thick enough to nail laths to, about 2 inches 
(see p. 148). 

Any timbers more than 8 inches wide on the face, to which the laths are nailed, 
should have the comers taken off so as not to interrupt the key for the plaster. — 
Trtdgold, 

Briok-nogged Partitions are screens of timber filled in with 
brickwork (" hrick Tiogging ") about 4^ inches thick. 

In very common work, or when there is not room for a thicker 
partition, the brick nogging is of brick o!i edge, and therefore 
only 3 inches thick. 

In a brick -nogged partition the quarterings should be at a dis- 
tance apart equal to some multiple of the length of the bricks 
used, so that an exact number of bricks may fit in between them 
without the expense of cutting. 

Horizontal " nogging pieces " about 1 inch to 3 inches thick 
should be fitted in between them in every third or fourth course 
of the brickwork. They are frequently placed at much deeper 
intervals. 

Since the introduction of Portland cement, half-brick walls have 
greatly superseded brick-nogged partitions wherever partitions 
occur one above the other. 
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npHE roof of a builung is intended to v,<'^ • i it. anu to keep out 
-■" the weather. 

There are many dififerent ways of '..  '^/'Ur thfi timbers of a 
roof, which vary according to the \ • . ^- o »e(ii'!ronients of the 
building, the climate, and the natv- . cr<r vei.i:i t. of the covering 
to be used. 

This course extends only to a < d> v.«t'.)n f one or two of 
the most ordinary forms for roo''^ lo^ sri ' j.^u, and terminates 
with a description of the " Ki ,» '-it U' o' 

It will be well to trace t)' , Jiki^ i.vclupment of the King- 
post Eoof before describin'g 
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Plat Boof. - -J' • .^r. . ' covering for a house would at first 
seem to be btaii - ) ^ A i .a \\all to wall, forming a flat roof. This 
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is in use in some countries, but it has many practical disadvan- 
tages. 

The rain and snow are not thrown off, and will leak through 
the slightest opening. 

In consequence of this, the material to cover a flat roof must 
be one (such as lead or copper) in which there are no open 
joints. 

Such roofs must be restricted to small spans ; if not they will 
require very heavy timbers, or expensive girders.^ 

Pitch of BoofJB.^ — In order to throw ofif the rain and snow, it 
is necessary to tilt up the sides of the roof, giving them a slope 
as shown in Figs. 316, 318, etc. 

The inclination of the sides of a roof to the horizontal plane 
is called its ''pitchy* and is described either by the number of 
degrees contained in the angle of inclination to the horizon, or 
by the proportion which the height, from the springing line to 
the apex, called tlie " me," bears to the span. 

Thus, a roof whose sides slope at 26^° to the horizon, has a 
rise equal to \ of the span, and is called a roof of ^ or 26^** 
pitch. The best aigle for the slope of the sides of a roof depends 
upon the material ii be used to cover it, the climate, etc. (see 
" Eoof Coverings," Pai\ 11.) 

This course includes the consideration of slated roofs only, and 

the pitch found by experience to be 
the best for slates of different sizes is 
*• given at page 207. 
^</«>^iVviw A Lean-to Boof ^ has only one side 
or slope which is fixed between two 
walls one higher than the other. 
Fig. 3 1 6 is a section of such a roof. 
The rafters {cr) are nailed to the 
wall plates {wp), the higher of which 
is well secured to the wall by bolts, 
so that the stress upon the rafter may not pull it out 

A Couple Boof ^ is one formed by the meeting of two beams or 
rafters (E E) fixed at an inclination. Their feet are nailed and 
frequently also notched upon a wall plate imbedded on the top 

^ Latterly, in densely populated districts where space is much required, flat roofs 
have been largely used, but they are generally constructed of iron, concrete, and 
asphalt, and do not come within the scope of this chapter. 

* Sc. Too-falU » Sc. somektimes spelt Oupple. 




Fig. 316. Lean-to Boof, 
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of the wall, and their heads meet upon a ridge board (r) to which 
they are secured by nails. 

In such a roof there is 
nothing to prevent the rafters 
from spreading out and thrusting 
over the walls as shown in 
dotted lines. 

This form of roof may, how- 
ever, be adopted for spans up 

to 18 feet. Fig. 317. C(mpleEoof, 

Scantlings for Single Span or Couple Roofs ^ of Baltic Fir 
Timber, with rise ^ span ; slated with countess slates on 
boarding. 




Span from 
centre to centre 
of Wall Plates. 

8 feet. 
10 „ 
12 „ . 
14 „ 
16 ,. 
18 „ 


Rafters, 
R. 


Ridge Board, 
r. 


Ceiling Joists, 
(if used). 


Remarks. 


3 by 2 
31 by 2 

4 by 2 
. 4i by 2 

6 by 2 
64 by 2 


7byli 
7bylJ 

7 by 14 
7byli 

8 by 14 
Sbyli 


4 by 2 
6 by 2 
6 by 2 
7by2^ ( 
8 by 2 - J 
9by2j^ 


* Prom wall to -wall 
'2" wide by J" deep 
per foot run of span. 
With these spans U" 
brl^k walls bnitt in 
ordinary lime mortar 
wonld be too weak, 
and must be strength- 
ened or relieved of 
the thrust of the roof. 



Conple-close Boof. — To remedy the defect above mentioned, a 

tie (T T, Fig. 318) is added, which, by 
holding in the feet of the rafters, prevents 

^ ^v.^v^ them from spreading and thrusting out 

^-^ — -#i the walls. The strain on the tie, caused 







^ by the tendency of the rafters to settle 
and spread out can easily be calculated, 

^ and it will be found that a comparatively 

slight rod of iron will be sufficient to hold the feet of the rafters 
together. 

In timber roofs, however, a wooden beam is generally used for 
the tie, and it is frequently required to act as a ceiling joist, or 
to carry ceiling joists, for which an iron rod would not be suitable. 

These wooden " tie beams" especially when loaded, have a tend- 
ency to " sag," or droop in the middle, and to draw the walls inwards. 

CoUar-beam Hoofs. — In buildings where considerable height is 

^ From Wray's Application of Theory to the Practice of Constructiotu 
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required internally, or in those with low walls where the tie beam 
would be in the way of the occupants ; it is replaced by a " collar 
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Fig. 319. Collar 'beam Hoof, 

beam " * (CT) placed higher up, as shown, so as to give the re- 
quired space below. 

This is a bad construction ; the lower parts (a h) of the rafters 
are liable to bend if the walls are not competent to take the 
thrust, and as they are not tied in at the feet they thrust on to 
the walls, tending to force them out, as shown in dotted lines. 

This tendency is sometimes aggravated by using the supported 
rafters as Frindpals,^ placing them 8 to 10 feet apart, and adding 
purlins (P P) resting upon the collar as shown ; these carry light 
intermediate rafters, the weight of which, with their load, increases 
the evils already pointed out. 

The collar is generally about halfway up the rafters, and is in- 
tended to act as a strut and support them in the middle, but 
when the walls give way the collar becomes a tie, and tends to 
assist the bending of the rafters.' 

This construction is therefore objectionable, except for small 
buildings not exceeding 18 feet span, when the distance a& is 
small, the rafters stout enough to prevent bending, and the walls 
thick in proportion to the span. When a ceiling is applied to a 
collar -beam roof it follows the line ha, ah. The collar beam is 
sometimes supported by an iron rod hanging from the ridge (R). 

There are many forms of roof in which the tie beam is dispensed 
with for the sake of appearance, or to gain height. Several of the 
Gothic roofs are of this class, but the consideration of such is 
beyond the scope of these notes. 

^ Sometimes called Top beam, Wind beam, Sc. Baulk, ^ See p. 159. 

' The weakness of the lower part of the rafters is sometimes remedied by strap- 
ping pieces ander them from a to & (see Fig. 319). These pieces may be continued 
80 as to fill the angle at a, and support the collar beam. 
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If a tie beam at the level of the springing be added to a collar- 
beam roof, as shown by the dotted line in Fig. 331, the collar 
becomes pennanently a strut, and a very good roof is formed. 

Scantlings for Collar -beam Eoofs. Pitch up to 30°. 
If 45°, add l" to depth of rafters. 



Span. 


Raftebs. 

One foot apart, or centre to centre if very exposed site. 
Countess slates on |" boards. Bafters not to De cut into 
in fixing collars. 


Collars. 


Throst taken by walls ortles. 
Compression collars \ way 
up. 


Walls incapable of takine 
thrust Tension collars } 
way up. 


From i to} 
way up. 


At any height. 


No ceiling. 


Ceiled to 
collars. 


No ceiling. 


Ceiled to 
collars. 


No ceiling. 


Ceiled to 
collars. 


feet 
8 

10 
12 
14 
16 
18 


inches. 
Iix2i 
lix2i 
l}x2| 
lix8 
2x3i 
2x3i 


inches. 
Iix8 
If x3 
l}x3i 
lixSi 
2x8} 
2x4i 


inches. 

2Jx8J 

2^x4 

2Jx4} 

2^x5 

2ix5i 

2ix6 


inches. 

21x8} 

2|x4i 

2Jx5 

2ix5i 

2^x6 

2ix9i 


inches. 

. Iix2i 
2x2i 
2x2| 
2x8 
2x3} 
2x4 


2" wide X i" 
more than l" 
per ft of 
clear length 
of underside 
of collar. 



* If the collar is required half-way up, about J" must be added to both breadth 
and depth of rafters, and J" to depth of collars, but with unstable walls, ties are far 
cheaper, and may be at long intervals if sufficient width is given to the wall plates 
to enable them to take the thrust between the ties. 



ThioknesB of Walls to resist Thrust of Boof . 

The following solid walls are strong enough, when built in Lias lime 
mortar 1 to 2, to resist the thrust of roof ; allowance must be made for door 
and window openings. Height to be taken from level of the floor below roof. 



• 

stone Wall. 


Brick Walls. 


16" thick 
not over 15 high. 


Span of roof 10' -f , ^l *"''^' "»' °'"'\ J! ^'^^■ 
Span of roof 18' {i^;; ■; •; j^; .. 



When the walls are not capable of resisting the thrust of the roof place the 
collar low down ; but if the collar is required half-way up, the scantlings 
must be increased as follows ; — 

Rafters f add one-fourth to both breadth and depth ; Collar, add three- 
quarter inch to depth, but it would be better to use the scantlings for 
walls capable of taking the thrust^ and make some arrangement to prevent 
the walls &om spreading, such as tying the wall plates together at intervals.^ 

King-rod Boof without Struts. — To prevent the tie beam of a 

^ From Wray's Application of Theory to the Practice of Construction^ 
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couple-close roof, when supporting a ceiling, from sagging or bend- 
ing with the weight of the ceiling,^ 
it may be supported in the centre 
by an iron king itod (KR), suspended 
from the ridge r. 
Fig. 820. ^ For spans of from 14 to 18 feet 

King-rod Itoof (vrUhout Struts). a coUar may be introduced half-way 
up the rafters to stiffen them. 

We have now arrived at a form of roof in which the feet of 
the rafters cannot spread outwards, and whose tie beam is pre- 
vented from sagging or drooping in the centre. 

King-post Boof. — When it is attempted, however, to apply 
the last-mentioned construction to large spans, it is found that 
the weight of the roof covering, of snow, and the pressure of the 
wind upon the rafters, are too much for them, and that they have 
a tendency to bend. 

It is necessary, therefore, that they should be supported in the 
middle, and this is done by means of wooden props called " braces " 
or ^'strtUs" (SS, Fig. 321), which afford a more direct support to 
the rafters than a collar beam would do. 

These struts are placed with their upper ends under each 
rafter, near its centre point,* their lower ends being secured to the 
vertical tie of the roof. 

It is somewhat inconvenient to attach the feet of the struts to 
an iron rod and therefore the vertical tie in wooden roofs is gener- 
ally made of timber and called a " King Post " or " King Piece" 
the head and feet of which are conveniently shaped to receive the 
rafters and struts. 

The struts 7?iay, however, be fixed to the foot of an iron king 
bolt, as shown in Figs. 204 and 330. 

The rafters, being now supported in the centre, are reduced to 
half their former bearing, and are able therefore to bear twice the 
load that they could before have sustained. 

The resulting framework (see Fig. 321), consisting of the rafters 
(PR), king post (KP), struts (S), and tie beam (T), is known as a 
King-post Truss. 

^ In order to obtain a really stiff ceiling, it is a good plan to introduce heavy tie 
beams or binders, at intervals of 8 or 10 feet in the length of the roof, supported in 
the centre by an iron rod, as shown. These beams act as ties, and also carry the 
ceiling joists, which then run at right angles to them, and are notched to their 
under side. 

' With regard to the exact position of the struts, see p. 164. 
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Such a truss is well adapted for roofs having a span not 
exceeding 30 feet. 

The remaining parts shown in Fig. 321, lettered CR, P, B, G, H, 
are not portions of the truss itself, but are supported by it. 

It would for many reasons be inconvenient to have trusses such 
as that just described so close together that they would carry the 
boarding slates or other roof covering without any intermediate 
bearers. 










Fig. 321. King-post Truss. 

Occasionally very light trusses, made simply of narrow pieces of 
boards nailed together in something like the king-post form, are 
so used, but the general practice is to set up trusses along the 
building,^ about 10 feet apart, and each strong enough to bear the 
weight of the portion of roof (one "bay") that will be carried by it. 

Across these trusses or " Principals " are laid purlins (PP), and 
upon the purlins are fixed smaller or " common rajiers " (CE), which 
carry the boarding, B (or battens where they are used), for the slates. 

Other members are also found necessary, such as wall plates (wp) 
to grip the ends of the tie beam and to distribute the weight over 
the walls ; a ridge piece (r) to unite the tops of the trusses longi- 
tudinally and receive the upper ends of the common rafters ; and 
pole plates (pp) to receive the feet of the common rafters. 

Fig. 322 represents part of a king -post roof showing two 
principal trusses with some of the members resting upon them, 
nearly all the boarding being omitted, and also most of the common 
rafters between the principals, in order that the trusses and pur- 
lins may be seen more distinctly. 

The walls supporting the roof are surmounted by parapets ; part 



' These should be over the piers between the windows, not over the openings. 
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of one is broken away in order to show the roof timbers and a 
portion of the woodwork of the gutter formed behind it 

PARTS OF A KING-POST ROOF. 

We will now proceed to consider the different parts of a king- 
post roof in detail. 

The Wall Plates are pieces of timber imbedded in mortar 
on the tops of the walls to cany the ends of the tie beam and 
distribute its weight They are sometimes bolted down to the 
wall so as to secure the roof in case of wind getting under it and 
tending to lift it 

The tie beam is sometimes notched or cogged upon them, but 
is generally only nailed to them. 

It is an advantage to have the wall plate over the centre of 
the wall, so as to bring the weight fairly upon the masonry, but 
this increases the bearing of the tie beam and causes expensa 
Wall plates are therefore generally placed so as to be flush with 
the inner faces of the walls. 

At the angles of buildings the wall plates are halved, dove- 
tailed, or notched into one another, and well spiked together, and 
halved or scarfed wherever it is necessary to join them in the 
direction of their length : they should, however, be in long pieces, 
so as to avoid this as much as possible. 

In roofs of very wide span two wall plates parallel to one 
another, and a few inches apart, are sometimes placed on each 
wall, so as to secure the tie beam more firmly. 

Templates are long flat stones frequently substituted with 
great advantage for wall plates. They are frequently made of 
wood, but stone has the great advantage of not being subject to 
decay or destruction by fire. 

The tie beams either merely rest upon them or are secured by 
joggles. 

WaU plates which are not continuous, but which are placed 
under the ends of the trusses in pieces only sufiiciently long to 
distribute the weight, are also sometimes called templates. 

The Tie Beam.' — ^As far as the roof itself is concerned, this 
member has nothing to do but to hold in the feet of the rafters 
to prevent them from spreading, and it would thus be subject 
only to a tensile stress, 

' Sc. Bometimes called Tie joist, 
B.O. 1 M 
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In many cases, however, it carries the ceiling joists (see Fi; 
323 to 326), and it has then to bear the cross strain caused b] 
the weight of the Veiling. 

To prevent it from sagging or drooping in the centre, the ^ 
beam should be supported at one or more points in its lengtliy 
As a rule, there should not be more than 12 or 14 feet betweeJ 
the points of support 

In a king-post roof there is only one such point of suppoitj 
and it is in the centre of the tie beam (see p. 173). 

The tie beam receives the feet of the rafters ia oblique mortisei 
(see p. 70), the joints being further secured by straps or bolts. 

As a point of construction, it is better that the joint between th< 
foot of the rafter and the tie beam should be over the wall, as showi 
in Figs. 321, 325, instejui of within it, as in Figs. 32^, 326 ; bu 
as the latter position allows a wider span between the walls, wit] 
the same amount of timber in the roof, it is very frequentl; 
adopted. 

In such a case, iron, stone, or wood corbels (see Figs. 202, 321 
or brackets (Fig. 338) are often provided, so that the bearing c 
the tie beam is reduced, and support is afforded to it just belo^ 
the points where the rafters bear upon it. 

The ends of the tie beam are notched or cogged, and naile 
upon the wall plates, and should be left with a free circulation c 
air around them. The tie beam is frequently " cambered " in th 
middle to allow for sagging, so that after it has taken its bearin 
it may be horizontal When there are ceiling joists attached 1 
the tie beam, the same object may be effected by keeping thai 
a little higher at the centre (see p. 141, Floors), varying tl 
depth of the notches on their upper sides. 

The centre of the tie beam is upheld by being strapped (s< 
Fig. 323) to the king post. The shrinking of the timbers wi 
cause the tie beam to separate from the foot of the king post ; tl 
strap should therefore be furnished with adjusting wedges (c 
Fig. 324), which can be tightened up to counteract this. 

A slot or rectangular hole is made in the strap and through tl 
post, to receive these iron wedges, or, as they are technically calle 
" cotters ; " ^ they are enabled to slide easily, and prevented fro 
crushing into or indenting the wood by iron shields above ar 
below caUed "gibs" (ffg, Fig. 324), which are so formed as to cl: 
the sides of the strap and keep them close to the king post ; tl 

^ Sometimes called keys. 
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oists {» '■■ manifest effect of driving the wedgea inwards is to raise the upper 
rain oci gib and strap, and vith it the tie beam it supports. 

Fig. 324 shows the position of the wedges before tightening 
centre, li- up. 

in \\i t- The slots should be so arranged that there is, before driving 
t feel If the wedges, a space in the king post at x above the upper gib, 

and one in the strap at y below the lower gib, so as to admit of 
It of sr: the strap being raised until the tie beam is as dose up to the 

king post aa possible. 
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The King Post, or " KxT^g Puce," is intended merely as a tie 
to hold up the centre of the tie beam and prevent it from sa^ng, 
for which purpose it is united to it by the strap or stirrup just 
described 

The head (see Fig. 323) is if possible enlai^ed, so as to afford 
a bearing perpendicular to the pressure of the principal rafters 
(see p. 72), and bevelled and mortised to receive their upper 
ends, which are tenoned into it. 

The top of the head may be left square, as in Fig. 183, when 
there is no oommon rafter immediately over the Principal, or 
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bevelled oflf parallel to the backs of the common rafters where they 
occur (Fig. 322). A notch is cut in it to receive the ridge (r). 

The foot (Fig. 323) is similarly arranged to receive the feet of 
the struts. 

The lower the block at the foot of the king post the better 
will the struts be placed for taking the strain upon them. 

The head of the king post sometimes becomes so compressed 
by the rafters that the fibres are crushed^ and the post sinks, 
allowing the tie beam to sag. On this account oak king posts 
have been used, as they are less compressible, and it is a strong 
reason in favour of king bolts. 

Any shrinkage in the width of the king post will cause the 
rafters to come nearer together at the head, and the struts to do 
the same at the foot. 

It is therefore necessary that the head of the king post and of 
the principal rafters should be fastened together with straps as 
shown. Occasionally provision is made for tightening the joint 
by means of gibs and cotters similar to those for the foot of the 
king post described at p. 163. 

The joints between the ends of the principal rafters and the 
head of the king post should be left a little open at h b, Fig. 323, 
so as to allow the ends of the rafters to bear inwards when the 
roof settles, without crushing the angles at h 6.- 

The foot of the king post is kept in position by a stub tenon, 
and secured to the tie beam either by a strap with adjusting 
wedges, as above described ; or by a common stirrup ; or by a bolt 
passing through the tie beam and secured into a nut fixed within 
the king post ; or by a very bad arrangement consisting of a dove- 
tailed tenon penetrating the whole depth of the tie beam, and 
secured by a wedge as described at p. 70. 

When the truss is first put together, the foot of the king post 
should be kept well clear of the tie beam, so that in case of a 
general depression of the roof it may not bear upon it The tie 
beam is raised by the adjustment of the cottered joint after the 
roof has taken its bearing. 

Suspending Pieces, as described at p. 75, may sometimes 
be used instead of king posts. 

The Struts ^ prevent the principal rafters from sagging in the 
middle. In order to guard against any cross strain whatever 
coming upon the rafters, the heads of the struts should be almost 

^ Also called Braces, 
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immediately tinder the purlins^ (see Fig. 325), but this camiot 
always be arranged without inclining the struts at too flat an 
angle. The more upright they are, the better they are placed 
for bearing the strain upon them. 

The heads of the struts are tenoned into the principal rafters, 
as shown in Fig. 325, and their feet into the foot of the king-post. 

The struts, being under compression,* should be made of full 
length and of very dry stuff, for unless well seasoned they will 
shrink (even in length) and allow the rafters to bend 

The Prinoipal Bafters are tenoned at the upper end into the 
head of the king post (Fig. 323), and at the lower end into the 
tie beam, as shown in Fig. 325 and at p. 71, the joints being 
secured by straps or bolts, as described at pages 74 and 79. 

The heads are sometimes secured in cast-iron sockets, and the 
feet in shoes (see p. 82). 

The principal rafters carry the purlins, which are notched to 
fit them, the back of the rafter being sometimes cogged to receive 
the notch. 

Each principal rafter is supported near its centre, close below 
the purlin, by a strut tenoned into it, as shown in Fig. 325. 

This halves the bearing, and therefore greatly increases the 
strength and stiffness of the rafter. 

A shrinkage in the depth of the rafters will cause them to sag, 
or to separate from the struts. If they shrink in length, the king 
post will subside between them, and will tend to bear upon the 
tie beam instead of holding it up. 

The Purlins * are beams running longitudinally from Principal 
to Principal as supports for the common rafters. 

They are sometimes framed in between the principal rafters, but 
this weakens the latter and is a bad construction. 

The purlins are generally notched where they rest upon the 
principal rafters, so as to keep the latter rigidly apart ; but if a cog 
is formed upon the back of the rafter it should be very wide, so as 
to leave the latter as nearly intact as possible. 

As an additional precaution, the purlins are supported by blocks 
of wood (cZ, Fig. 325) called " cleats*' which may be housed into the 
backs of the rafters, as shown in Fig. 3 2 5 , or merely spiked to them, 
as in Fig. 329. 

^ The exact position of the head of the strut should be a little lower than the 
centre of the purlin, so as to meet the resultant of the forces caused by the wind- 
pressure and the weight of the roof. 

' See Part lY. ' In some parts of England called side timbers or side wavers. 
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The best position for purlins is immediately over the head of 
the strut, as before mentioned (see p. 165 and Fig. 325), in order 
that they may cause no cross strain on the principal rafters ; but 
they are generally placed (see Fig. 321) so as to support the 
common rafter at equal intervals, without reference to their exact 
position as regards the struts, the heads of which are placed as 
nearly under them as possible. 

Two purlins are frequently used on each slope of the common 
king-post roof (see Fig. 329), and are necessary when the common 
rafters are so long as to require support at more than one inter- 
mediate point ; in such a case, however, a queen-post truss should 
be used. 

Purlins should be used in as great lengths as possible,^ but 
when the roof is a long one they necessarily require to be 
" scarfed " or " fished." It is better to connect the lengths of the 
purlin by butt joints fished on each side than by scarfing them. 
The latter, however, is the most usual practice. Each purlin 
should, however, in any case extend over at least two " bays," * 
and the scarf should I every case be hnmediately over a pria- 
cipal truss or partition wall. 

In some cases the Principals are placed at considerable dis- 
tances apart, and the purlins trussed to span the intervals. 

When several purlins are fixed on each side of the roof at in- 
tervals of a few inches, so as themselves directly to receive the 
boarding or roof covering, they become in effect horizontal 
rafters. 

The Bidge Piece is a board from 1 to 2^ inches thick (B, Fig. 
323) let into the head of the king post and running throughout 
the length of the roof ; against it the common rafters abut 

If the ridge is to be covered with lead, it is surmounted by a 
long cylindrical piece of wood called the Ridge roll * (see Figs. 323 , 
479) ; ^^^ with slate or earthenware ridging the roll is not neces- 
sary, and the ridge piece is simply blocked off to fit the covering 
intended (see Fig 455). 

The Common Bafters ^ are bevelled at the upper end to abut 
against the ridge piece, and are nailed to it They may be notdied 
out to fit the head of the king post, as in Fig. 322, or they may 
pass above it, as in Fig. 323. In the centre they are notched 

^ The reasons for tliis will be explained in Part IV. 
' A " bay '* is the interval between two Principals. 
' Sc sometimes called Ridge pole. ^ Sc. Spars, 
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to fit the purlin, and at the lower end nailed and generally 
notched upon the pole plate. 

They should, of course, always be in one piece, and are gener- 
ally made about 2 inches broad, and placed about 1 2 inches apart. 

In roofs with projecting eaves ^ the lower ends of the common 
rafters are carried beyond the pole plate, and the eaves gutter is 
fixed to them (see Fig. 325). 

When the common rafters are broken through by a chimney or 
other obstacle upon which they cannot rest, they should be 
trimmed round it in the same way as floor joists are trimmed 
round a fireplace (see p. 122) or other opening. The section. Fig. 
469, shows an example of this. 

The trimmers {tt^ Fig. 469) are sometimes placed vertically, 
but the best and strongest method is to fix them at right angles 
to the rafters, as shown. 

The rafters are generally notched on to the trimmers instead of 
being tenoned into them, and the trimmer is often supported by a 
corbel protruding from the chimney. 

The conmion rafters are sometimes pleu^ed as purlins horizon- 
tally, parallel to the ridge, in which case heavy timbers are 
avoided, and the Principals are more rigidly connected. 

The Boof Boarding^ is nailed upon the common rafters to re- 
ceive the slates or other covering. 

It is generally placed horizontally, running parallel to the ridge; 
but, in some cases, is made to lie diagonally across the rafters. 

When the rafters are placed horizontally, the boarding, of 
course, runs down the slope of tlie roof ; thus its ends instead of 
its sides are presented to the descending wet, and it is more likely 
to be preserved from decay. 

The boarding is often covered with felt, which is a non-con- 
ductor of heat and cold, and, moreover, keeps the roof dry in case 
of any failure in the slating. 

Battens are frequently used in common roofs to carry the 
slates or tUes. If so, they are nailed at right angles to the common 
rafters, parallel to one another, and at the " gauge " or distance apart 
required for the covering to be used (see p. 208, and Fig 454). 

The Pole Plates ^ generally rest on the ends of the tie beams, 
being as a rule notched, and spiked to them, and run parallel 
to the length of the roof They receive the ends of the 

^ The eaves of a roof are the lower edges of the side slopes. 
- Sc. Sarking. * Sc. Foil plate. 
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common rafl^rs, wMch are generally biidsmouthed, to fit npon 
the plate. 

The pole plate is usually placed immediatelj over the wall 
plate, ao that the weight upon it is transmitted directly through 
the latter to the wall (see Figs. 321, 322), but in some cases the 
positioii has to be altered. For instance, in Fig. 325, where the 




Fig. S2S. 

joint between the rafter and tie beam rests upon the wall, the 
pole plate, in order to be immediately over the wall plate, would 
necessarily be placed so as to cut into and weaken the principal 
rafter as shown in dotted Hues. 

This position for the pole plate, though objectionable for the 
reason stated, is sometimes advisable — for example, in the case 
where room is required to form a gutter between it and the block* 
ii^ course (see Fig. 476), or in the valley between two roofs 
where a wide gutter is required (Fig. 473). 

Gfenerally speaking, the position and size of the pole plates de- 
pend upon the form of the roof, method of fixing the gutters, etc, 
and are very varied. 

Celling Joists. — When a ceiling is required, the joists to sup- 
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port it are generally notched and nailed to the under side of the 
tie beam, as shown in Figs. 323 to 329. 

Ceiling joists attached to roofs are similar to those fixed below 
floors, as described at p. 141. 

The Eaves are the lower edges of the slopes of a roof. They 
may project over the walls, as in Figs. 319, 325 ; or they may 
finish upon an iron gutter on the top of the wall, as in Fig. 452 ; 
or upon a lead gutter formed behind a blocking course, or a 
parapet wall, as in Figs. 469, 476. 

When the eaves project considerably^ as in Fig. 325, "Planceer 
pieces " (y) may be fixed to support the SqffU or Planceer, which 
is formed either by boarding the under sides of the joists, or by 
lathing and plastering them as shown. 

In some cases the soffit is supported by Eaves corbels, Cantilevers, 
or Consoles (as dotted at c), built into the wall. 

A Fascia Board (/) is fixed to the ends of the rafters, and to 
it the gutter is attached. When the eaves project only a few 
inches, the Planceer pieces (y) become unnecessary, and the roof 
is finished as in Fig. 319. 

Gutters. — It is necessary to provide for carrying off the rain- 
water and snow from the roofs, to prevent them from running over 
the face of the building, and in many cases to collect them for 
storage and use. 

This is effected by gutters of different forms leading to verticetl 
rain-water pipes, which latter conduct the water to drains provided 
for it Some of the principal forms of iron and lead gutters are 
described in Chap. XIV. under the head of Plumbers' Work. 

Wooden gutters are sometimes used in the country, or for very 
temporary buildings. They consist merely of V-shaped or rect- 
angular channels made of boards nedled together, and require no 
further description. 

Queen-post Boofb are not included in the Elementary Course, 
but Figs. 326 to 328 from Part II. are inserted here in order to 
give a general idea of its form and construction, and to make the 
table of scantlings more useful. 

Sites of Boof Timbers. — Tbedgold's Scantung. — ^The follow- 
ing table, from Tredgold's Carpentry, gives the scantlings (or 
sizes) of timbers for King- post roofs with ceilings. The 
trusses are supposed to be not more than 10 feet apart, the pitch 
of the roof about ^ or 27°, the covering slates, and the timber 
Baltic fir. 
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King-post Eoofs. — ^Tablb of Scantungs of Timber, recom- 
mended by Tredgold,^ for different spans, from 20 to 30 feet. 



Span. 


Tie Beam, 
T. 


Kins Post, 


Principal 

Rafters, 

PR, 


Braces or 

Stmts, 
S. 


Purlins, 
P. 


C!omnion 

Rafters, 

GR. 


20 feet. 
22 „ 
24 „ 
26 „ 
28 „ 
80 „ 


9iby 4 
9i „ 6 
lOi „ 6 
Hi „ 6 
Hi ,. 6 
12i „ 6 


4 by 8 

5 „ 8 

6 „ 8i 
6 „ 4 
6 „ 4 
«„ 4i 


4 by 4 
6 „ 3 
6„ Si 
6 „ 4i 
6 M 8i 
6» 4 


3iby 2 
8J » 2i 
4 » 2i 
4i n 2i 
4i „ 2} 
4|„8 


8 by 4} 
81 „ 5 
8i„ 6 
8|„ 6 

8J „ 6J 

9 „ 5i 


8iby2 
8} M 2 
4 „ 2 
4J „ 2 1 

4| „ 2 



QuEEN-posT EooFs, such as in Fig. 326. — Tables of Scantlings 
of Timber for different Spans, from 32 to 46 feet. 



Span. 


Tie Beam, 
T. 


Queen Poet, 
QP. 


Principal 

Rafters, 

PR. 


'Sat* «*?*•' 
SB. ^* 


PnrUnt, 
P. 


Common 

Rafters, 

OR. 


32 ft. 


10 by 4i 


4iby 4 


5 by 4i 


6iby4i 8|by2i 


8 by4i 


8iby2 


84 „ 


10 „ 6 


5 „ 3J 


5 „ 6 


6f „ 6 


4 „ 2i 


8J„ 6 


Si„ 2 


86 „ 


10i„ 6 


6 n 4 


6 „.5S 


7 ., 6 


4i ,. 2i 


8J„ 6 


4 „ 2 


38 „ 


10 „ 6 


6 „ 3i 


6 „ 6 


7J„ 6 


4i ,, 2i 


8 „ 6 


4 „ 2 


40,. 


H „ 6 


6 „ 4 


6 „ 6 


8 „ 6 4i „ 2i 


8 „ 6 


4i„ 2 


42 „ 


Hi,, 6 


6 „ 4i 


6J,. 6 


8i „ 6 4i „ 2| 


a „ H 


4i,. 2 


44 „ 


12 „ 6 


6 „ 6 


6i „ 6 


8i „ 6 4i „ 8 


» „ 6 


4|„ 2 


46 „ 


12i„ 6 


6 „ 5i 


7 „ 6 


9 „ 6 4i „ 8 9 „ 5i 


5 „ 2 



With regard to these tables it should be mentioned that the 
dimensions given are a safe guide, erring, if at all, on the side of 
excess of strength. The scantlings for the tie beams may be 
considerably reduced when there are no ceiling joists attached to 
them. In practice the width of the King and Queen Posts, 
Principal Eafters, and Struts is generally made the same as that 
of the tie beam. 

Lighter Scantlings for Eoofs. — The following tables give 
scantlings for roofs which have been adopted in a large number 
of "War Department buildings. They will be found to be much 
lighter and more economical than those given by Tredgold. 

SCANTLINGS FOE WOODEN ROOFS. 

The roofs are supposed to be of Baltic fir covered with Countess slatas laid on inch 
boards ; the maximum horizontal wind force is taken at 45 lbs. per foot super-acting 
only on one side of the roof at a time, equivalent to a normal wind pressure of 80 lbs. 
per square foot for a pitch of 30'', and 40 lbs. per square foot for a pitch of 45°. 

The common rafters to be 1 ft. from centre to centre, but in sneltered positions 
they may be placed 1 ft. apart in the clear. 

^ Tredgold's formulas for the scantlings of King and Queen Post Roofs are given 
in Part II. 
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EOOFS WITHOUT CEILINGS. ^Pitch up to 30' 







t Tie Beam. 
Depthin- 
eludes 8" 


Principal 
Raften. 


King Poflt 


Struts. 


Straining 
Beam. 


1 Purlina. 
10 ft. 


Common 
Baftera. 


King 

Post. 

Trusses 

10' centre 

to centre. 


20 


far joints. 










otaring. 




S" X 4 J* 


3 " X 5" 


3"x2i" 


8"xS" 


— 


6" X 74" 


2"x34" 


9.9. 


3''x4|'' 


3*x6i" 


3"x2r 


8"x34" 


— 


6" X 7i" 
6"x8^ 


2"x8|" 

2"x4' 


24 


3i* X 4^" 


SJ'xSr 


8i* X 2|" 


34" X 34" 


— 


26 


84" X 4i'' 


Si" X 51" 


84" X 21" 


84" X 4" 


— 


6" X 8 J" 


2"x4}" 




28 


4''x4i*' 


4''x61'' 


4" X 2f " 


4"x4" 


— 


6"x84" 


2"x44" 




80 


4" X 4r 


4" X 6" 


4" X 21" 


4"x44" 


~ 


6" X 8}" 


2"x4r 










Queen 


















PoBta. 










Queen 


32 


44^x4^ 


44'x4r 


44* X 21" 


44"x24" 


44"x64" 
44" X 6^ 


6- X 74" 


2"x84' 


Post 


84 


44" X 4|" 


44''x6'' 


44"x2r 


44" X 2i" 


6"x7r 


2"x3i" 


Trusses 


36 


4^ X 41" 


4r x 6" 


41" X 2}" 


4i"x3" 


4rx6i" 


6"x8" 


2"x4* 


10' centre 


38 


4|« X 41" 


4r X Si" 


41" X 2f * 


4|"x34" 


4J" X 6|" 


5"x8" 


2"x4" 


to centre. 


40 


4^" X 5" 


41" X bi" 


4|" X 21" 


41" X 3i" 


4rx7r 


6"x8J'' 


2"x4}" 




42 


S'xS" 


6*x6r 


6"x2f" 


6" X 8i" 


6" X 74" 


6" X 84" 


2"x44" 




44 


s-'xsr 


s^xsr 


6"x2f" 


6" X 34" 


6"x8" 


6"x84" 


2"x4r 




46 


51" X 5r 


sj^xsr 


5i"x2|" 6J"x84" 


6i" X 8i" 1 


6"x8i" 


2"x5" 



EooFs WITH Ceilings. — Pitch up to 30' 



Nature 
of Roof. 


Span 
inreet. 


Common Rafters. 


•Collar. 








} 








Add r to 


• In fixing thfe collar to the rafter, the 








latter shomd not be cut into. Aa regsrda 


Collar 
Beam. 


8 to 18. 


Add }" to the depths 

given in Table for 
Roofs without Ceilings. 


depths 

given in 

Table 


walls capable or not capable of resiating 
the thrust of roof see rnmarks, i>. 167. 








above. 






King Post 
TruateslV 


20 


t Tie Beam. 


Principal 
Rafters. 


King Post 


Struts. 


Straining 
Beam. 


(Purlins. 

10 A 
hearing. 


Common 
Rafters. 


4"x7" 


4"x4" 


4"x3" 


4" X 24" 
4"x3^ 


— 


5" X 74" 


2"x34" 


cetUreto 


22 


4" X 74" 

44" X r 


4" X 44" 


4"x3" 


— 


5" X 71" 
5" X 8^ 


2"x8r 

rxr 


aerUre. 


24 


4 J" X 4 J" 
44" X 5'^ 


4J"x8" 


44" X 3" 


— 




26 


44"x84" 


44"x8" 


44" X 3" 


— 


5" X 8i" 


2" X 4 J" 




28 


44" X 9" 


44"x54" 


44" X 8" 


44" X 34" 


— 


5" X 84" 


2"x44" 




30 


4}" X 94" 


4 J" X 6S" 


4i"x3" 


4|"x3i" 


— 


5" X 8i" 


2"x4j" 










Queen 


















Posts. 












32 


4}" X 7t" 


41" X 54" 


4i"x3" 


41" X 24" 


4f"x6}" 


5" X 7i" 


2"x84" 


Queen 
rost. 


34 


4i" X 7r 


4|" X 5S" 


4f"x3" 


4}" X 2 J" 


4rx74'' 


5" X 7i" 


2"x8J" 
2"x4* 


TrusmsslV 


86 


4i" X 8J" 


4 J" X 61" 
5"x6^ 


4rx3" 


4|"x8" 


4}" X 8; ;" 


5"x8" 


centre to 


88 


5"x8J" 
6" X 9^ 


5"x8" 


5"x3" 


5"x8," 
5"x9'' 


5"x8" 


2"x4" 


centre. 


40 


5" X 64" 


5" X 34" 


5" X 8i" 
54" X 3'' 


5"x8i" 


2" X 4 J" 




42 


54" X 9" 


54" X 6J" 


54" X 34" 


54" X 9" 


5"x84" 


2" X 44" 




44 


54" X 94" 


54" X 61" 


54" X 34" 


54" X 3i" 


54" X 94^^ 


5" X 84" 


2"x4r 




46 


54"xl0" 64"x74" 54" X 4" 54"x34" 54"xlO" 


5"x8i" 2"x5" 



Far roofs of iS^ pitch. — Add l"to the depth of common rafterSi purlins, and strats, 
and i" to the depth of the principal rafters, as given in above Tables. 

§ If ^ purlinSf instead of being placed immediately over the joints, are placed 
at intervals along the principal rafter, increase the depth of the latter, given in the 
tables, as follows : — 
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Kmg-port wof {;^ «^ fj. Queen-port loof | "^^ "^^ 1 j: 

The purlins if placed 2 feet apart and with 10 feet bearing may be made 8^ x 6^ 

ThA secmUinga of Iht principal renters, struts^ and straining beam can be slightly 
modified by means of the following rough role : ''For every i" deducted from the 
lesser dimension of the scantling, add J'* to the other dimension, and vice versA" 
For the tie beam, purlins and common rafters, so long as the depth is aboat double 
the breadth, ^ deducted from the breadth requires J'' to be added to the depth. 

X The joint of the tie beam vrith the principal rafter should be placed immediately 
oyer the supporting wall. If this cannot be conveniently done, the depth of the 
tie beam should be increased one or two inches. 

These Tables, compiled by M«gor H. C. Ssddon, R.E., fix>m calculations by 
Lieut H. R. Sankey, R.E., have been followed in the construction of a large 
number of W.D. buildings. 

Several points connected with roofs, such as the formation of 
Hips and Valleys, the trimming of rafters round chimneys, etc., 
must be reserved for Part II., as they do not fall within the 
limits of this course. 



KOOFS OF WOOD AND lEON COMBINED. 

As the tensile strength of iron is much greater than that of 
timber, it is generally preferable to use the former for any member 
exposed to longitudinal strains only. 

Iron king rods would, as before mentioned, probably have come 
into general use, but that it is difficult to make a simple and good 
joint where the feet of the struts rest against them. 

Iron tie rods would also be preferred to timber tie beams, if it 
were not that these often have to carry ceiling joists, which could 
not conveniently be fixed to iron rods. 

In some roofs, however, the first difficulty above mentioned has 
been overcome ; when no ceiling is required the second does not 
exist, and a judicious combination of iron and wood has been 
effected. 

King-rod, or King-bolt Hoof (Wooden Tie). — In the roof. Fig. 
329, a wooden tie beam is retained to carry a ceiling, but a king 
bolt is used, and the difficulty in forming a joint for the struts at 
its feet is avoided by the use of a straining piece (SP). 

In roofs of a greater span than 24 feet,^ the tie beam may be 
supported at intermediate points by similar bolts hanging from 
the points where the struts meet the rafters. 

1 See p. 162. 
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A further tise of iron is here exemplified in the shape of a cast- 




a socket to receive the upper ends of the rafters and the king 

t. 

It will be noticed that the principal rafter carries two purlins, 

lad arrangement, for it brings a cross strain upon the principal 

ters. The tie beam carries ceiling joists to support a lathed 

1 plastered ceiling. 

Eing-bolt Hoof (Iron Tie), — Fig. 330 shows a roof of which 




Fig. 330. King-rod Bc(ifl,lTim Tit). 
h the king bolt and tie rod are iron. The struts abut against 
3 another, and rest upon a nut at the lower end of the king bolt, 
ich can be screwed up so as to tighten the roof if necessary. 




Boof. — In the roof shown in Fig. 33 1 an attempt 
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is made to remedy the great defect of the oidinary collax-beam 
coDstruction bj prOTiding tension rods to hold in the feet of the 
rafters. The more nearly horizontal theae tension rods are made, 
the better is their object fulfilled. 

When the feet of the rafters are firmly held in by a tie rod in 
a horizontal position, as dotted, the collar beam becomes perma- 
nently a strut, and the construction is a good on& 

The ends of the tension rods and of the king bolt are furnished 
with screws and nuts, by which they can be tightened up when 
required. 

Those of the tension rods pass through the lower extremities of 
the rafters, and through plates which abut against the feet of the 
rafters and extend the whole length of the wall The upper end 
of the king bolt is received by a cast-iron socket 

Tnuaed-rafter Boof. — In the roof shown in Fig. 332 each 




Fig. 832. Trasttd-rafi^ Roqf {HoU's). 

principal rafter is trussed by means of two timber struts supported 
by tension rods. The connections are formed with cast-iron joints 



Fig. S38. 




as shown in the details Figs. 333 to 336. The truaa in Fig. 
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3 is for a 35-feet span. The table below shows the scantlings 

i number of struts used for other spans. 

Such roofs are known as HoWa Boofs, and are especially suited 





Fig. 335 Foot of Prxitapal BafUr. Fig. 338. Fool of Strut. 

' use in IloW coaiitr.es. The iron members are obtainable 
■m stock for spans of from 20 to 50 feet, the timber requires 
t little preparation, the cost is smaller, and the roofs can be 
lily erected by unskilled labour.^ 

Table of Tie Rods and Timbers for Holt's Roofs, 
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In this country cast-iron struts are frequently used for such 
roofs, as m Fig. 337, which shows part of a 
Trussed Rafter with one strut. 

Queen-rod or Q,ueea-bolt Boof. — Fig. 338 
gives the section of a roof of a shed at London 
Bridge Station, which has been referred to as a 
good combination of wood and iron. The feet 
of the suspending bolts and of the struts are here 
received by cast-iron shoes. A cast-iron socket 
carries the head of the king bolt, and a bracket 

the same material supports the end of the tie beam 




' S.M.E. Course. The illustratioiia ai 
8sn. HoDdystde at Derby. 



from the price liata of th« manufacturen, 
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It will be observed that the boarding of this roof is carried 
upon a number of horizontal common rafteis or purlins. 




Fig. S88. 



The tie beam is supported at a great number of points, which 
renders it peculiarly adapted for carrying a ceiling. 

This roof is shown for the sake of illustrating some of the parts, 
but such a truss would in these days, as a rule, be formed entirely 
of iron. 

Trusses such as those shown in Figs. 331, 332, and 338 would, 
of course, be placed at intervals, as the trusses are in Fig. 322. 



B.C. — I 
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Chapter XIL 

IRON ROOFS. 

A S the machinery for rolling iron bars has improved, and the 
•^■^ facilities for obtaining these of any required section have 
become greater, so iron has gradually, to a great extent, taken the 
place of wood for roofs, especially those of large span. 

When iron was first employed in the construction of roofs, it 
was used only for those members of the ordinary timber trusses 
for which it was evidently better adapted than wood. 

Some examples of these roofs in the transition state, composed 
of wood and iron combined, are given in pages 173 to 177. 

In process of time iron was substituted, first for one member 
of the roof, then for another, until the whgle truss was composed 
of iron in different forms. 

The result of this gradual change was that the early iron roofs 
were nearly of the same form of construction as the ordinary 
timber trusses. 

It was soon noticed, however, that the material could be better 
applied, and different forms were adopted for iron roofs, some of 
which will now be described. 

Classifloation of Iron Boofs. — The various forms of iron roofs 
have been classed as follows : — ^ 

1. Eoofs with straight rafters. 

2. Eoofs with arched rafters. 

3. Mixed roofs, which form a transition between the other two. 
Of these, the second and third classes are used chiefly for very 

large spans, far exceeding those of 40 feet (to which this course 
is limited). It will, therefore, be unnecessary further to notice 
them, except in the case of two very simple examples of arched 
roofs, which may here be described before the whole of Classes 2 
and 3 are dismissed as not coming within the scope of these notes. 

1 Unwin's Wroug?U-iron Bridges and Boofs. 
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Corrugated Iron Arched Boof. — This simple form of arched 
roof consists merely of sheets of corrugated iron riveted together 
into the form of an arch. The edges of the resulting large arched 
sheet are secured at the springing to wall plates, angle irons, or 
to the inner sides of iron gutters. Tie rods, king bolts, and struts 
are used for moderate spans and curved iron Principals for larger 
roofs. 

Figs. 339, 340 show two forms of 
this kind of roof. 

Up to 10 feet span a simple arched 
sheet of corrugated iron may be used ; 
it is fixed at the eaves to timber 
wall plates by coach screws, and is 
like Fig. 339, but without the tie and king rod. 

For spans of 12 feet the rods as shown in Fig. 339^ are necessary 
(even for 10 feet spans they are desirable), and roofs of this form 
have been used for spans up to 30 feet. It is better, however, to 
restrict them to 20 feet. 




Fig. 339. 




For spans of over 20 feet struts must be added as shown in 
Fig. 340. The ends of the tie rod are secured to plates on the 
heads of the colunms, or walls supporting the roof, or to cast- 
iron gutters made specially thick, and for the large spans, 
strengthened by flanges, and stiffened by arch-shaped cast-iron 
stays across them at intervals of about 10 feet, and the covering 
is fastened near the eaves by hook bolts to angle irons secured to 
the head of the columns. The covering and columns should be 
well held down, as the wind has a great effect upon roofs of this 
kind. Such roofs may be used up to spans of 30 or 35 feet, but 
beyond this curved Principals must be used with purlins to carry 
the roof covering. The corrugated iron may generally be of 18 
to 20 Birmingham wire gauge, and the tie rods 8 feet apart. 



^ From Messrs. Rownson, Drew, and Co.'s catalogue. 
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Forms for Iron Trasses. — It may be convenient to bring the 
different forms of trusseis ordinarily used for iron roofs with 
straight rafters into one view before they are described in detaiL 

Figs. 341 to 359, PL IIL, show forms of trusses, most of which 
are in common use, and the spans for which each is adapted 

When the principal rafters are long they require support at 
intermediate points, which with roofs of ordinary construction 
should not be more than 8 or 9 feet apart. This support may 
be given in two distinctly different ways. 

Trussed Bafter Boofs, — In these the principal rafters are sup- 
ported by one, two, or more struts at right angles or nearly at 
right angles to them, which together with tension rods form the 
principal rafters into a pair of trusses, joined at the ridge of the 
roof and prevented from spreading by the tie rod. 

Sometimes, though rarely, the struts supporting the principal 
rafters are vertical as in Fig. 344. 

King- and Qmen-rod Boofs and modifications thereof. — In these 
the trusses are of the same skeleton form as in timber roofs, the 
principal rafters being supported by inclined struts which with 
the tension rods and tie rod form the whole into a truss. 

Occasionally, however, though but rarely, the struts are made 
vertical and the tension rods inclined as in Figs. 353, 355. The 
vertical struts are more convenient when the roof has hipped ends. 

ROOFS WITH STRAIGHT RAFTERS. 



Xing-rod Boof, without StnUs. — ^The simplest form of iron 
roof with straight rafters is shown in Fig. 360. 




^eat0 9S 



Fig. 360. 
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It will be seen that by screwing up the nut at the foot of the 
king bolt, the tie rod is raised and the roof tightened up. 

Fig, 362 is a modification of the king-post roof constructed 
in iron. The dotted lines .^ts^ 

show additional suspend- j"""'''''''^ I'^^X,^^ 

ing rods, which may be j^^^^^^!!^^^^^'^'^^^^^^^^'''''*'*-^ 

added in roofs of laiger .„^^^ " ~~^ ^^^^'^te- 

span, i.e. above 30 feet « " 

Aq example of a roof of °' 

thb form with details is given in Plates V. and VI. 

Common TroMed- rafter Boof.' — Tboss with one Stbut. — 
Fig. 363 is an example of one of the earliest, and still one of the 
beat and simplest forms of iron roof for small spans. In it each 



rafter is trussed by means of a strut supporting it in the centre, 
the stress on the strut being taken up by tension rods which con- 
nect the head of the stmt with the extremities of the rafter. The 
thrust upon the walls is counteracted by a horizontal tie rod 
joining the feet of the two struts, and which holds the trussed 
rafters together. 

In this example the rafters are of T iron, the stmts each of 
two T irons riveted together (see Fig. 384), with feet formed to 
receive the ends of the tension rods, as shown, and also those of 
the tie rod, which unites the two sides of the roof The higher 
end of the upper tension rod (¥) is secured to the cast-iron head 

' Sometimes CAlled Framed Boofi. 
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H (see p. 188), and the foot of the lower tension rod (Z) 
passes through an iron shoe secured to the wall Both tension 
rods can be slightly altered in length by means of cottered joints, 
and the tie rod by means of the union joint (X), so that they may 
be brought into a proper state of tension when the roof is fixed. 

In the example given the upper purlin is arranged so as to 
support the lower side of the skylight, otherwise it would be better 
placed immediately over the head of the strut, so as to cause no 
cross strain upon the rafter. 

In some varieties of tins roof the intermediate tie is kept too 
high, which leaves a strain on the rafter similar to that experienced 
in a collar-beam roof (see p. 156). 

'* The merit of this trass is that the bracing is nearly all in tension. 
^' Mr. Bow has shown that, if the members are proportioned to the stress, 
it is more economical of material than any other form." ^ 

This form of truss is adapted for spans of from 20 to 30 feet ; 
it is, however, frequently used for much larger spans. Professor 
Unwin gives an instance in which it has been adopted for a span 
of 87 feet, but recommends at the same time that it should be 
restricted to spans of 60 feet. 

As the span of the roof increases, the length of the rafters 
becomes such that they require support at more points than one. 

The roof, Fig. 363, is old-fashioned in detail ; a better example 
of a roof of this form is given in Plate IV. 

Trussed Eafters with two inclined Struts. — Fig. 364 gives 
an example adapted for spans of from 30 to 40 feet, in which the 




Fig. 364. 



rafter is supported at two intermediate points. An example of 
a roof of this form with details is given in Plate VII. An example 
of a truss with two struts at right angles to each principal rafter 
is given in Plates VIII. and IX. 

Queen-rod Boofs.^ — ^These are modifications and extensions of 

* Unwin's Wrmight-iron Bridges and Hoofs, 
^ Sometimes called English roofs. 



IRON ROOFS. i8s 

the old timber roofs with Kings, Queens, and Princesses. (See 
Part II.) 

Fig, 365 shows an iron roof arranged in the form of the ordinary woodea 
qoeen-post^ roof. The principal raften and straining piece are of T 



iron, the stnits also of T iron, the queen rods and tie rod of circular rod 

The head of the rafters is secured to the straining piece bj plates of iron 
covering the joint and riveted to both. The roof boarding is carried by 
horizontal common rafters, or, as they are usually called, " purlins," of angle 
iron filled in with wood. On the boarding may bo laid slates, corrugated 
iron, sheet iron, or aino. 

The end of the tie rod is fastened to the rafter by a bolt, which, passing 
through both, secures them to a cast-iron shoe fixed upon the wall. 

The tie rod may be slightly altered in length by the action of a cottered 
joint, which is described at p. 191. 

The dotted lines show cross bmces, which are often added in roofs of more 
than 30 feet span. In some cases the straining piece is supported in the 
centre by a curved T iron springing from the feet of the vertical bolts. 

This roof is surmounted by a ventilator, the construction of which is 
obvious from the figure. 

The example shown in Fig. 366 has rafters and struts of T 
iron, the tension and tie rods being all of round iron. The main 
tie rod is secured at the ends to wrought-iron plate shoes. 

The roof covering of slates ia carried by angle-iron purlins 
riveted to the back of the principal rafters. 

> In iron roob the term " Quun-rod " coaf is geiierally applied to those having 
several suepending rods similar to the Princesses in wooden roofa. 
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The feet of the struts are secured to the tie rod by bolts with 
double nuts, figured and described at p. 190. 

This roof is surmounted by a ventilator, consisting of cast-iron 
louvred standards supporting T-iron rafters, which carry angle- 
iron purlins similar to those of the main part of the roof. 

The ventilator is strengthened by a tension rod passing across it 
and secured to the sides and centre standard by cottered joints. 




Mea/^ df 



v .'■.■-. 



Fig. 366. 



A truss of this form is well adapted for carrying a roof covering 
resting on purlins placed just above the head of the struts, so 
that they cause no cross strain on the rafter. 

An example of a saw-tooth roof trussed in the queen-rod form 
is given in Plate X. 



PAETS OF lEON TEUSSES. 

Principal Safters. — ^As these are in compression they were 
originally formed of cast iron, with the usual douUe-flanged section, 
frequently tapering in form, the lower flange being made wider 
in the centre of the length of the rafter than at tke ends. 

This material being, however, very heavy, and liable to snap 
suddenly, was soon generally abandoned. 

Wrought-iron rafters for small roofs are most usually made of 
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a T section, with the table ^ uppermost, so as to form a base on 
which to fix the purlins. 

For verandahs and roofs of small spcm covered with glass, T- 
iron rafters may be used with the table downwards, thus forming 
sash bars, the glass being fitted into the angles and resting upon 
the flanges. 

Bafters of I section though they are sometimes used are not 
convenient for connecting to struts, etc. Bafters of double angle 
iron are more adapted for roofs of larger span than 40 feet, and 
will be described in Part II. 



Joints or Oonneotions at Head of Frinoipal Rafter. 

Heads or Crowns. 

Heads. — Wrought-iron Plate Joints. The simplest way of 
securing the upper ends of T-iron rafters is by riveting a flat 
plate on each side of them, as shown in Figs. 360, 366, and in 
detail in Figs. 367, 368. This plate also serves to carry the 
upper end of the king bolt, or of other tension rods. The ends 
either pass between the plates as in Plates IV., VIL, IX., or are 
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Fig. 367. Fig. 868. 

secured to them by being forked and passing on each side as in 
Fig. 360 and in Plate X. 

Cast-iron heads were formerly often used to receive the rafters, 
but being clumsy and easily broken, have become almost obsolete. 

A very simple form of cast-iron head is shown in Fig. 369 ; 
the ends of the rafters pass into slots in the side of the head and 

^ In iron of T section the horizontal part of the T is called the tabUf and the 
vertical part the toeb. 
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are there sectired by bolts ; the upper part of the head is foimed 
to receive the ridge board, and the body receivea the Mug rod. 




Pig. 369. 

which 18 secured by a cottered joint arranged so that the rod 
may be slightly shortened in order to raise the tie rod and set up 
the truss when necessary. 

The head shown in Fig. 363 is more complicated and bad in 
form ; a comparatively slight blow on the projecting joints would 
fracture them. 




Fig. 870 



Joints or Connections at foot of Principal Bafter— Shoes. 
Cast-IEON Shoes. — The foot of the principal rafter is sometimes 
secured in a cast-iron shoe, in between the sides of which the 
vertical web of the rafter passes and is fastened by a bolt passing 
through it and the sides of the shoe. 
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Two or three examples of the commonest and simplest forms 
of these shoes are given in the figures 363, 365, and on a larger 
scale in Figs. 370, 371, 372, 379, 380; also in Plate VL, Fig. 
407, Plate VIII., Figs. 431, 432, 433. 

Wkodght-ibon Plate Shoes. — Cast-iron shoes have to a great 
extent been superseded by simple joints constructed with flat plates 
to which the principal rafter is riveted, and the tie, if a rod, bolted, 
or if flat riveted to them. Examples of such joints are given in 
Figs. 394, 395, Plate IV., and Figs. 415, 416, 417, Plate VII., 
also Figs. 373, 374, 375, token from an actual root 
Fig. 373. 



Kg. 375. 
Fig. 374. 

In laige roofs, arrangements have to be made to allow free 
expansion and contraction of the iron, under changes of tempera- 
ture, but these need not here be described ; they will be referred 
to in Part II. 
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Tie Bods are generally of rod iron, circular in section. They 
may be flat bars on edge, which have an advantage, inasmuch as 
they are less liable to sag than a circular tie rod of the same 
strength. A flat bar, however, exposes a larger surface, and causes 
a heavy appearance in small roofs. 

When flat bars are used, additional strength may easily be 
obtained by placing two or three bars side by side. 

Where bolts pass through a tie rod, the latter is widened out 
so as to leave sufficient substance round the hole, in order that its 
tensional strength may not be reduced (see Fig. 385). 

The tie rod may be simply bolted or riveted to the rafter (see 
Fig. 360), or to a shoe of some description (Figs. 363, 366). 

When a king rod occurs, the centre of the tie rod is upheld by 




LLu Lyj ^ 

Fig. 376. 

the king rod, which passes through it, and is secured by a nut on 
each side of it. The feet of the struts are attached to the tie rod 
in a similar way, as shown in Figs. 376, 383a. 



Fig. 877. 




Fig. 378. 



Vlongirod 



In larger roofs the tie rod is generally severed in the centre (Fig. 377), 
and in circular rods the ends thus formed are shaped into eyes, through 
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which pass the bolts securing the feet of the stmta. The eyes are secured 
between flat plates, which may also take the end of any longitudinal tie rod, 
as in Figs. 377, 378, and Fig. 408, Plate VI. Flat tie roda are much more 
easily connected (see Plate IV., Fig. 396, Plate VIL, Fig. 423, Plate IX, Figs. 
444> 445)- 

Ootterdd Joints. — These are used in connection with any 
member of a roof which it may be advisable to have the power of 
adjusting, so as to tighten up the truss after it has beeu put together 
and into position. 

The construction of these joints is similar to that of the joint 
used by carpenters for connecting a king post with a tie beam, as 
explained at p. 162. 

'^'^- 379. 3S0 ^'^'^ * simple example of a cottered joint 
applied to the end of a tie rod. This being flattened out, passes 

Fig. 879. 




Fig. 380. 
between two plates which are bolted to the shoe, and lie on each 
aide of the web of the rafter. 

A rectangular slot is made through the plates and the end of 
the tie rod. In this slot are placed two iron wedges or " cotters " 
(c c), and the sides of the hole are protected and rendered smooth by 
means of wrought-iron^s (;'j), so that the wedges may slide easily 
when driven. As the wedges are driven inwards, they force the 
slot in the tie rod towards the shoe, so that it tends to coincide 
with the slot in the plates — ^thus the tie rod is shortened, and the 
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Toof tightened Qp. A somevlist similar example is given in Fig. 
448, PUte X 

One cotter is frequently used instead of a pair (see Fig. 372), 
and has the same efTect, for, as it is driven in, and tiie wider part 
eaters the slot, it draws the two members in connection toward 
each otber. Fig. 372 is an example of a cottered joint, the slot 
for which is formed in the shoe itself. Figa. 373, 374, 375 give 
details of a cottered joint connected with a wrought-iron shoe ; 
and at H, Fig, 363, ia an iron head of bad fonn (see p. 188), 
adapted for receiving two tension rods of a trussed -rafter roof, 
which are attached to it by cottered joints (see also Fig. 369). 
A taper of from ^'' to ^' per foot of their length is generally 
given to the cotters. 

OoapUng boxes. — A coupling iox or union joint (F^. 3 8 1 , 3 8 2 ) 
consists of a short hollow prism of iron with reverse screws tapped 
inside its ends, into which fit the screws on the ends of the portions 
of the rod to be connected ; as the shackle is turned the ends are 



Fig. 382, rig. 381. 

drawn inwards and the rod is sboTtened. The whole or part of the 
external surface is made polygonal so as to be capable of being 
turned by a spanner. The screws on the rod should have plus 
threads, that is threads standing above the surface of the rod, so 
as not to cut into or weaken it 

Suspending Bods. — These include King holts or Kiv^ rods, 
which hang from the apex of the roof, and all rods parallel to 
them which suspend the tie rod from the rafters. 

In iron roofs all suspending rods except the King loli or King 
rod are called Qiutm. holts or Queen rods. 

These rods are generally formed with a fork at the upper end, 
80 as to embrace the web of the principal rafter, to which they 
are secured by a bolt. 

The lower ends of the rods pass through a bole in the tie rod. 
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and terminate in a screw carrying a nut, by screwing up which 
the tie rod may be raised and the truss set up. 

Struts should, imless they are very short, be of wrought iron 
in preference to cast iron, as the latter are clumsy, apt to get 
broken in transit, and to snap suddenly in the work. 

For small roofs the struts are generally made of angle or T 
iron, or sometimes of two T irons riveted together so as to form 

Fig. 383. 





Fig. 883a. 
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or 



Fig. 385. 

of two channel irons similarly 



a cross thus — 
united. 

Fig. 384. 

Very eflBcient struts are formed by flat or angle irons kept 
apart by distance pieces, varying in length so as to form a 
tapering beam. Such a strut with one distance piece for a small 
roof is shown in Figs. 396, 397, Plate IV., a longer one with three 
distance pieces in Fig. 437, Plate IX. 

Joints (U head and foot of Struts, — ^The head of a T-iron or L- 
iron strut is usually secured to the rafter by flat strips or ears of 
iron placed on each side of the web of the strut, and riveted 
through that of the rafter (see Fig. 383, and Fig. 41 1, Plate VL) 
The end of the web of the strut may be cut off obliquely to fit 
the under side of the rafter. 

The foot of the strut is secured to the tie rod by a bolt passing 
B.C. — I o 
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Arigle laths are small angle irons placed at a distance apart, 
equal to the gauge of the slates or the tiles they are to carry 
(Fig. 388). These are directly attached to them by wire. 

Iron purlins of channel section (the latter filled in with wood) 
are also sometimes used (Fig. 3 89), or two angle irons riveted 
on to the back of the principal rafter and filled in with wood. 

Wooden purlins are sometimes used. They may be notched 
on to the principal rafters, and secured to them either by an 
angle iron riveted to both, as in Fig. 363, or by being supported 
by a channel iron, as at P, Fig. 361. 

The distance apart and arrangement of the purlins depend 
entirely upon the roof covering to be used. 

Skylights and Lanterns. — Illustrations of Skylights are given 
in Fig. 363, Fig. 392, Plate IV., Fig. 400, Plate V., Figs. 410, 
413, Plate VI.; of VeniUdtors in Figs. 365, 366, and Fig. 429, 
Plate VIII. 

Attachment to Columns and Girders. — This is dealt with in 
Part II. 

Coverings for Iron Boofs. — Several kinds of covering are used 
for iron roofs — such as slates, corrugated iron, sheet iron, cast-iron 
plates, tiles (occasionally), zinc, and glass. 

The peculiarities of these different materials will be discussed 
in Part II. The only roof covering which comes within the scope 
of the Elementary Course is slating (see p. 207). 

Pitch of Iron Hoofs. — The inclination of the slopes of iron 
roofs should, as in wooden roofs, depend upon the nature of the 
covering to be used. 

With slates (the only covering at present under consideration) 
the pitch may vary, according to tlie size of the slates, and the 
climate, as stated at p. 207. 

The steepest pitch there mentioned is, however, very seldom 
used for iron roofs, and in many cases where such roofs are 
erected — over railway stations, sheds, or other places where a 
slight leak is not of much importance — the slope is for economy 
made rather flat, 21° or 22° being a very common pitch for roofs 
covered with ordinary slating. Large slates axe of course to be 
preferred for these flatter roofs, and " Duchesses " are very often 
used for the purpose. 

Designing Iron Boofs. — In designing an iron roof it should 
be borne in mind that as many of the braces as possible should 
be in tension, and the struts should be as short as possible. 
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When there are only a few purlins widely spaced on the principal raftera, 
' should be immediately over the joints of the bncing of the roof, bo aa 
>revent bending strains as much as possible. 

n such a case the principal rafter is in compresiiion throughout its length. 
Plien, however, the weight ie diatrihuted throughout the length of the 
iT by means of a, number of small purlins, the principal rafter is subjected 
to a transverse straiiL 

[n either case the struts should not be so far apart as to 
essitate the rafter being of too large a section for economy. 
^aborate forgings should be avoided, and all joints should be 
limple as possible. The cast-iron connections between struts 
ties so common in old roofs should be avoided. 
For a tensile strain it is safest to have bolts instead of rivets, and aome- 
e, if much depends on their strength, bolts with a nut at each end, bo as 
foid the risk of a flaw in the fonning of the bolt head." 
In the main tension rods of a roof screwed ends at all the points of 
Lection are advantageous, welds are also so avoided and there is an oppor- 
ty for adjustment" 

7aiQ should be taken in des^;ning a roof to use snch forms, 
ions, and scantlings of iron as can be readily found in the 
ket. Sections of peculiar dimensions, though perhaps a little 
ter than the nearest sections kept by manufacturers, will not 
' cause delay but cost more. 

In a roof which is rectangular in plan the distance apart of the Principal! 
Id be from ^ to ^ the span, and if these limits be overstepped there will 
n tmprofitable employment of material." ' 

is sometimes economical to adopt the larger rather than the smaller 
■val, because, when the trusses are widely spaced, there is necessarily a 

cross section given to the struts, but their length remains the same ; 
are, therefore, less liable to buckle under the thrust that comes upon 
I, and thus more resistance is obtained from an equal weight of mebJ. 
L hipped roof is more expensive than one with gable ends, but 
hipped end is a considerable support to the roof, and itself 
■s much less resistance to the wind than a gable.' 
russes which do not contEtin vertical members are not so 
ible for hipped roofs as those having such members. 

Flatoa IV. to X.— Contract Drawings of Iron Hoofa. 

he illustrations of iron roofs and parts of iron roofs in the 

{oing pages are intended to show the student clearly the 

traction of different types and forms of such structures gener- 

Such illustrations would not, however, do for the working 

• Matheson, Worla in Iron. ' Maynard. 



IRON ROOFS. 197 

drawings required in practice, which must show the dimensions 
of the different parts of the actual roof required to be constructed. 

These dimensions vary of course according to the span of the 
Toof and other minor considerations — the larger the span, the 
greater will be the average of the scantlings or dimensions of the 
different members of the truss. To figure dimensions on the 
illustration of a type form might lead the student into the serious 
mistake of considering that there were standard dimensions 
applicable to all roofs. 

In order, however, that the student may have a good idea of 
the kind of drawings required in practice, the Plates IV. to X. 
may with advantage be studied by him. They are reduced copies 
of the actual contract drawings that were used for the roofs illus- 
trated, which have all been erected within the last few years. 
In some cases, however, the drawings of unimportant parts such 
as skylights, etc., have been left out for want of room. 

Some of the plates may seem to be unnecessarily crowded with 
dimensions, etc., but it was thought better to retain them, so that 
the figures might be actual complete copies of the drawings of 
the different parts of the roofs. 

Plate IV. contains the working drawings of a roof for a shed erected 
alongside a dock. 

The truss is of the trussed-rafter form with a single strut The PHncijpal 
Rafters of T iron ; Purlins^ wood ; Tie Rods of flat bar iron ; StrvU, flat bars 
with distance pieces ; Head and Shoes of flat plates riveted together ; and the 
Covering of corrugated iron, with a small skyhght 

Plates V. VI. are from the contract drawings for the roof of a store. 
The Truss is of the king-rod form with additional rods (as in Fig. 362) ; the 
Rafters and Strvis are of T iron ; the Suspending Rods and Tie Rod of round 
iron ; Purlins, timber ; Coveringy half of slates and half of glass. It will be 
noticed that this roof springs on one side from a rolled iron beam resting 
on columns, as in Figs. 400 and 414, on the other side from a wall, as shown 
in Figs. 401, 405, 406. There is provision made at a lower level for 
rails to carry a traveller for moving goods. 

Plate VII. is a reduced copy of one of the type plans, signed by Sir 
Alexander Rendel and Sir Guildford Molesworth, for a roof on the Indian 
State Railways. The Truss is of the trussed-rafter form with two inclined 
struts ; the Rafters of T iron ; Purlitis of angle irons fixed by angle-iron 
brackets ; Struts of T iron ; Heads, Shoes, and other joints of flat plates ; Ten- 
sion and Tie Rods of flat bar iron ; Covering of corrugated iron, with a ridge 
cap of the same. The Rivets are of |" diameter throughout 

Plates VIII. IX. are, by the kind permission of Sir John Coode, 
K.C.M.G., reduced from the working drawings of a roof for an engine house 
erected by him at the Cape. The Truss is of the trussed-rafter type with 
two struts, normal to the Rafters, which are of T iron ; Struis, flat bars with 
distance pieces ; Purlins, angle irons filled in with wood ; Head of flat plates ; 
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Skoe of cast iron ; Tension Bods, flat bars ; and Tie Eod^ double flat bars. A 
Vent'Uator extends along part of tbe roo^ details of which are given in Figs. 
429 and 434 to 436. 

Plate X. is a section of a workshop roof, so arranged as to admit light 
from one side only, which should be the north, and called &om its shape, a 
Saw4ooih roof. The Truss is of the queen-rod type ; Betters and Struts^ T 
iron ; Tie and Tension Bods, round iron ; Head^ joint with plates ; Shoe, lug 
cast on top of column ; Covering^ zinc, on boarding, except on north side 
when one of the many systems of glazing without putty (Rendles, see Plate 
II.) is used. 

Cost.*— This subject is outside the scope of these Notes, but 
wlU be found well treated in Adam's Deaigmng Wrought- and Cad- 
iron Structures. Fart V. 




Pkopgrtigns op Tktjssed - rapter Eoofs (see Fig. 390) from 
20 to 45 feet span.^ Eise= J^ span. Camber of tie rod = 
•g\j span. Principals 6' 8" apart. 



Span in 
fleet. 


Bafter T iron. 
DimezLBioixs In inches. 

R 


Diameter of Tension Rods in Inches. 


Between heads 
of Struts. 


Between head of 

Strut and foot 

of Rafter. 


Between head of 

Strut and apex 

of Roof. 

Y 


20 


2iby2 by 8 


I 


i 


1 


25 


21 „ 2 „ 8 


I 


1 


i 


30 


21 ,. 2i „ J 


21byi 


2ibyg 


21byi 


35 


8 „ 28 „ 4 


2i „ A 


2i ., 4 


2i „ A 


40 


3i n 3 „ i 


2i „ 9 


24 „ 8 


2i„§ 


45 


4 n 3i ,, J 


3 ,. 8 


3 „ 4 


8 .. S 



^ From Moleswortli's Focketbook of Engineering Formuke. 
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Inclination of Sides 




of Roof to Horizon. 


TATge slates 


. 22° 


Ordinary slates . 


• 26i° 


Small slates 


. 33° 



chaptbr xm. 

SLATING. 

Pitch. — The general question of the proper "piteh" or inclina- 
tion for different roof coverings, will be entered upon in Part II. 

As this course refers only to slating, it will be sufficient here 
to state that experience shows the minimum pitch for slates of 
different sizes to be as follows : — 

Height of Roof in 
parts of Span. 

1 

The more severe the climate, and the smaller and lighter the 
slates, the steeper should be the roof, otherwise the wind will lift 
the slates and blow the rain up under them. A high roof, how- 
ever, is of course more expensive, as it contains for the same span 
more timber and more surface to cover than one of flatter pitch. 

Slates are laid either upon boarding or battens. 

Boarding costs more than battens, but keeps out the wet and 
heat better, and is almost necessary for light slates. 

Battens may be used for heavy slates, and are nailed upon the 
rafters at a distance apart equal to the "gauge." (See p. 208.) 

The scantling of the battens used with rafters 12 inches apart 
varies from 3 inches by 1 inch for large slates to 2^ inches by ^ 
of an inch for the smaller sizes. 

Names of Farts. — The " back" of a slate is its upper surface. 

The " bed" ia its imder surface. 

The " head " is the upper edge of a slate. 

The '* tail " is the lower edge. 

The " margin " is the part of each course exposed to view on 
the outer surface of the roof. 

The "lap"^ is the distance by which each slate overlaps the 

^ Sc Cover. 
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ct slate but one below it. This should never be less than 2^ 

hes or 3 inches. The fiatter the roof the greater should be 

I lap. 

The " gauge " is the depth of the margin. 

Lap and Gauge for Blatea nailod near the Head. — The " lap " 

1 " gai^e " are generally more accurately defined aa follows : — 

The " lap " is the distance between the tail of any course and 

1 nail hole of the next course but one under it. 

The " gauge " is half the difference between the length of the 

te {measuring from the nail hole) and the lap. 

?or eiample, with "ladiea" (16"x8") nailed at the head, as Bhown in 

. 452, i?-'°'.li'°*— "L-' = -^"se inches (the gauge); with "countess" 

«B (20" X 10") aimilarlj- nailed, ^— -^^° '" "° ' =• '-^ = 8 inches (the 

««)■ 

ifith countess slates nailed at head having a 4" lap the gauge would be 

-^^— J ■—  ' = 7 J inches. 



Lap and Qaoge for Slates nailed near tbe Centre. — The last- 
ntioned definition of lap and gauge refers, however, only to 
tes nailed near the head (see Fig. 451). When slates are 
iled near the centre (see Fig. 453) the lap is the distance 
;ween the tail of any coutse and the head of the course next but 
i below, and the gauge is equal to half the difTerence between 
) lap and the full length of the slates. 

rhuB with countess slates, 20 inches by 10 inches, nailed near tha centre, 
lap being 3 inches, the gauge is  "'^ — -' = -^'- = 8 J inches. 
?<tt counteas slates nailed ne&i the centre and laid with 4 inch lap the 
ige would be — ^y — — " 8 inches. 

The gauges for nil the difiFerent sizes of slates nailed in either way are 
en at p. 2 1 3. 

Preparing and Laying Slates. — The slates are first carefully 

lared to size, except the heads, which may be left rough, but not 

leave, the edges straightened, each punched with two naO holes, 

i the whole sorted, if necessary, into three thicknesses. 

The slates should be trimmed with the smooth face up, in 

ier that the bottom edge next to the smooth face may lie close, 

\ that the countersunk side of the nail hole may be uppermost 

take the head of the nail. 

In laying the slates the great object to be attained is that the 
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bottom edge, or " tail," of every slate should fit as closely as pos- 
sible to the backs of those immediately below it ; they should 
therefore be laid {except the lower slates of the doubling courses) 
with their smooth sides down- pig. 451. 

wards. The sections of the • -«*" 

slates will therefore be as shown 
in Fig, 452 — the bed being a 
little longer than the back, and 
the edges ra^ed and splayed ; 
but they are generally drawn 
square-edged, as in Fig. 454 and 
others. The vertical joints be- 
tween the slates should be as 
close as possible, and each should 
fall on the central line of the 
slate below. 

In good slating, the vertical 
joints of the alternate courses 
should range in straight lines 
from ridge to eaves, and the tails 
of the slates should be in per- 
fectly straight horizontal lines. 

ITailing Slataa. — There are 
two methods of nailing elates, 
which differ very considerably, 

and wiU each be described l^ «i ^'"ff 7 f ^"^ ""^^ '««'• 
Stad. 3c»lsiin.=l ft. 

"^Pj^^y- . rr J T ^■£•-'^0 thicknaa of tho lUtei in 

NaUlvg -mar the Head. In thia and other figorea is eiaggerated, and 

this method the nail holes are thegruningorthebatrdingiimFig. 451 
pierced at about an inch ftom •'"'"^ '" °'^" """* ""^^ ^^ ""7 '^'^ 
the head of the slate, and the " ° y- 

tails of the next course but one above override the nail hole by 
the specified " lap." 

This plan used to be universally adopted, and is still in vogue, 
especially for very small slatea 

It is preferred by some, because there are two slates over every 
nail hole, so that, when a slate is broken, the nail below is still 
covered by one slate, and thus protected from the weather. On 
the other hand, however, when the slate is nailed near the head, 
the wind acts upon it with a leverage equal to nearly its whole 
lengtL This makes a considerable difference if the slate is large. 
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lers this Byatem inferior, as a rule, to the methods shown 
453. 454- 

ion or small slates secured with oae nail only are neces- 
itened in the centre of the head. 



Fig. 4S3. 




%g neaa- the Cmtre. — In this arrangement, Fig, 453, the 
!s are placed near the centre of the slate at a distance 
tail equal to a little more ihan the gauge + lap, so as 
the head of the slate below. 

s a plan of more recent introduction than the other, and 
able for large slates, as from the position of the nails 
[ acta.apon the slates with a leverage of only about half 
igth. Moreover, the slating so laid is easier to repair, 
wever, objected to by some, as the breakage of one slate 
the nail of the slate below to the weather, and opens a 
mmunication with the roof through the nail hol& 
the same size of slates and same nominal depth of lap. 



SLATING. 211 

the gauge is, under this arrangement, wider than when the slates 
are nailed at the head ; it is therefore evident that fewer slates are 
required to cover the same area, and that this plan of nailing is 
more economical than the other. The so-called three-inch lap is, 
however, in this case really only barely 3 inches, whereas in the 
other method it is practically 4 inches. 

NaiU, — In the best work slates are secured with copper nails, but zinc and 
« composition " nails are sometimes used, or simply iron nails dipped in boiled 
oil to preserve them from corrosion. In iron roofs slates are sometimes laid 
on angle irons, and may then be secured with copper wire. 

The nails should be proportioned to the size of the slates, both in length 
and stoutness, and should have large heads, thin and flat, so that they may 
not prevent the slates from lying close. 

In good work every slate i^ould be secured with two nails, and in exposed 
places three have been used, though in very common work one nail only for 
each slate is often permitted. 

In exposed situations the oversailing slates of gables should be secured by 
copper screws. 

In nailing care should be taken not to bend or strain the slates, 
or they will crack, and fly under sudden changes of temperature. 

Eaves and Ridge Courses, etc, — If the slates vary greatly in 
size they should be assorted in lots, and the breadth of the courses 
decreased gradually from the eaves upwards. 

The thickest slates should be in the lowest courses. 

The lowest course of all, called the *' cUmbling eaves course," is 
laid with a double layer of slates, the lower one being cut so as 
to be about one inch longer than half the length of the uncut 
slates.^ The highest or " ridge course " is also a double one. The 
slates in these courses are nailed near the head. 

The eaves course is supported and the tails of the slates kept 
well up by a wedge-shaped board called a " tilting fillet " * {tf. Fig. 
452), or ''eaves hoard." This prevents any open space occurring 
under the tails of the slates into which the wind could penetrate 
so as to loosen the slates and make them rattle. When battens 
are used the efiFect of the tilting fillet is produced by a " tiUing 
batten^' thicker than the others. (See th, Rg. 454.) 

In the hips and valleys the slates have to be cut off obliquely 
to fit the angles ; in the angles of valleys, and also where walls, 
chimneys, or windows cut into the roof, they have their sides 
slightly raised by means of tilting fillets running parallel to the 
valley. (See Fig. 480.) 

^ Sometimes the under coarse is formed of uncut slates laid lengthways, but this 
should not be allowed. ' So. Doubling, 
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Hips and Ridges are frequently covered with lead, as described 
at p. 232. 

Slate Fillets are sometimes used to cover ridges. They are 
nailed on to the head of the ridge piece, so as to project and 
cover the joint between its sides and the top course of slates, 
the space between the under side of the fillet and the slates being 
pointed in cement. 

Slate Sidgikg consists of a roll and sides formed out of thick 

slate. There are various patterns 
connected in different ways, which 
cannot here be described. 

A common form in which the roll 

and one wing are in one piece is 

giveninFig. 455. 

^' • Another form having the roll and 

wings in separate pieces, the two latter being secured together with 

copper screws, is shown in Fig. 369. 

The top of the ridge piece is kept higher than the slates in 
order that it may be bevelled off to receive the ridging. 

Slate ridging is generally somewhat twisted, and very difficult 
to keep in straight lines when laid in long lengths. 

Tile and Potteby Hidgikg is frequently used with slates, especially 
with those of a coarse description. In common work a semicircular tile is 
used, in better work tiles similar in form to slate ridging with high or '* full 
crest '' or low " half crest" The ornamental cresting may be detached, fitting 
into a groove in the rolL 

Slating for Iron Eoofs. — In covering iron roofs the slates 
may be laid on boarding or battens, or upon angle-iron laths filled 
in with wood and fixed at the proper gauge, in exactly the same 
way in which they are laid on wooden roofs (see p. 194). 

When it is wished to make the roof fireproof the woodwork 
may be entirely dispensed with by laying the slates directly upon 
angle-iron laths (as in Fig. 388), to which they are secured by 
copper nails or wire bent round the laths, by copper or zinc clips, 
or by leaden pegs. 

Shouldering. — In exposed situations, especially when the 
slates are rough, their heads are imbedded for a width of about 
two inches in hair mortar, mixed with ashes (so as to resemble 
the slates in colour). This is termed "shouldering." It keeps 
the slates down tight at the tails, and effectually prevents the 
wind from penetrating. 
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Eendering. — Slates laid on battens are frequently rendered all 
over the under side with lime and hair. This may be done even 
when the roof is boarded, in order to give the slates a firm bed 
and to enable them to withstand traffic over them. 

Torching. — Sometimes the slates are laid dry, and the joints 
between the tails of one course and the heads of another are 
afterwards pointed from the inside with hair mortar ; this, how- 
ever, does not last long imder changes of temperature. 

Felt. — The boarding is frequently covered with felt, which 
delays the passage of heat and cold, and keeps the roof dry in 
case of defects in the slating. It is a good plan to fix battens 
upon the felt, to which the slates may be better secured, so as to 
have a circulation of air just above the felt, which preserves it 
from decay. 

Table showing the Sizes and Weights of Slates and the numbers 

required for Egofing. 



Name of Slate.! 


Size. 


Gauge 

for 
S-inch 

nailed In 
centre. 


Gauge for 

S-lnchlap 

nailed 1 

inch 

ttova. 

head. 


Number 

of 
squares 
covered 
by 1200. 


Weight 
of 1200. 

Ist 
quality.' 


Number 
required 
to cover 

one 
square. 


Weight 

per 
square. 

Ist 
quality.' 


Nails required 
per square. 


Iron. 


Copper. 




Inches. 


Inches. 


Inchee. 




Cwts. 




Cwts. 


Number. 


lbs. 


Singles ' 


12 by 8 


4i 


4 


2-8 


174 


430 


6J 


860 


6 


Doubles 


13 by 6 


5 


4 


2-6 


16 


480 


6 


960 


6 


Ladies (small) ^ 


14 by 12 


5i 


5 


6-0 


31 


240 


6J 


480 


8J 


Do. (large) 


16 by 8 


6i 


6 


4i 


26 


300 


64 


600 


34 


Viscountesses" 


18 by 10 


7i 


7 


6-0 


86 


200 


6 


400 


2i 


Countesses 


20 by 10 


8i 


8 


7-0 


40 


171 


H 


342 


4 


Marchionesses^ 


22 by 12 


H 


9 


9*4 


66 


180 


6 


260 


H 


Duchesses 


24 by 12 


104 


10 


10-0 


60 


126 


6 


260 


3 


Princesses 


24 by 14 


lOi 


10 


12*1 


70 


94 


54 


188 


3 


Empresses 


26 by 16 


114 


12 


16-4 


96 


79 


64 


168 


34 


Squares 










Covered 












Imperials 


80 by 24 


13J 


• t • 


by 1 ton. 


• • • 


48 


8 


96 


3 


2-5 


Rags 


86 by 24 


164 


• • • 


2-2 


• • • 


40 


9 


80 


34 


Queens . 


36 by 24 


164 


« • • 


2-6 


•  • 


40 


8 


80 


2 



^ Besides these there are intermediate sizes such as '* hroad ladies,** '* long ladiesy" 
**d€tibles." A fuller list is given in Fart III. 

' Singles are sometimes 10'' x S". Slates 12" x 8" are sometimes called wide doubles, 
sometimes smalls, 

' Slates of inferior quality are thicker and heavier. 

* Sometimes caUed vnde Tieaders, 

« Sometimes 18" x 9". 

« Sometimes 22" x 11". 
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LATB Slabs are sometimes laid without boards from rafter to rafter, the 
beisg as UBoal, the side joints being covered with narrow slips of alata 
led in putty. They save tie expense of boarding, but are very heavy, 
'.J, and easily broken. 

&HGE Slatb& — A very economical system of slating with large slatea is 
dUows : — The rafters are placed at a clear distance apart aboat 1^ inch 
than the width of the slates. Down the centre of each la^r is nailed 
let, thus forming a rebate on each side, in which the edges of the slates 
being secured by black putty, or — as this looks smeary and uneven — 
L second fillet S inches wider than the first, nailed over it bo as to cover 
edges of the slates and hold them down. Each slate laps about 3 inches 
' the one below it ; only half the number is required in this as compared 
1 the ordinary method of slating, and no boarding or battens are neceasary. 

>RNAMENTAL SLA.TINO, — Slating 18 sometimes laid in patterns, 
also lozenge-wiae — that is, with the angles up and down, but 
I latter arrangement forms a less durable covering than the 
inary method. 

!)PEN SLATlNa* is sometimes used for sheds or other inferior 
Idings. 

[be slates, instead of being laid with close side joints, are 
ut 1^ inch to 4 inches apart This requires only about ^ the 
aber of slates used for the ordinary method, and keeps out the 
. sufficiently for very common purposes. 

' Sometimes called Half-Siatin'r. 
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PLUMBERS' WORK, 

rriHE -work of the plumber includes laying sheet lead or zinc ^ 
-■- on roofs and " flats/' forming gutters and flashings, lining 
cisterns, fixing pipes and fittings for water supply and other 
purposes, also pumps, baths, water-closets, etc. 

Laying Sheet Lead. — The surface to be covered with sheet 
lead is generally boarded. It should be perfectly smooth, even, 
and the boards thick enough to prevent their warping, otherwise 
the lead is liable to be damaged by their sharp edges. 

If possible, the boards should be laid in the same direction as 
the fall of the flat or gutter, so that if the boards should warp 
across their width, the uneven ridges formed will not cause water 
to lie upon the lead.^ 

All sheet lead should be laid with a "current" or slope to 
throw off the water. 

The amoimt of inclination varies according to circumstances ; 
in gutters it must depend greatly upon position, and the space 
available for the fall. In any case, the current should not be less 
than 1 inch in 10 feet (x^)> hut on flats, where there is no diffi- 
culty, it may be made 3 inches in 10 feet. 

In order to guard against the effects of contraction and expan- 
sion in large pieces under the influence of changes of tempera- 
ture, nothing larger than a sixth of a sheet — that is, a piece 
about 10 feet by 3 feet 9 inches — should be used. 

For the same reason, sheets of lead should on no account be 
rigidly fixed on both sides, nor should they be soldered to one 
another. 

^ The description of the method of laying zinc forms a part of the Advanced Course 
and will be given in Fart II. 

' Lead is described as '^ 6 lb. lead/' " 5 lb. lead," according to its weight per sqnare 
foot. 6 lb. to 8 lb. lead are commonly used for Flats, Gutters, etc., 5 lb. lead for Flash- 
ings, 6 lb. and 7 lb. for Hips and Ridges, or greater weights if the work is much exposed. 
(See Parts ft. and III.) 
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Most of the snbaequent fignres, 457 to 480, are sections on the 
lines marked and lettered on Fig, 456, giving details showing 
how the lead is fixed in the different parts of a roof. 




KiOMrftd Seetltmtf Bilt 

Fig. 458. 



BoUs are joints between two sheets on a flat (rr Fig. 457), 

fonned by fixing under the junction of the sheets a piece of wooid 

about 2 inches diameter, having its upper surface rounded and the 

^— j^ lower comers either left square, or 

" 1^^^^ chamfered off as shown in Fig. 458. 

\ ^^^ _ , This wooden roll is overlapped by 

l^r^^^^^-^^^^S^r '-— the edges of the adjacent sheets. 

One of these, u, the "underdoak," is 

hammered and dressed closely in to 

coyer the roll, reaching as far as the crown, and the edge of the 

other sheet, 0, the " ovei-doak" is then beaten and dressed down 

over the first, as shown. 

The laps should be on the least exposed side of the rolls, so 
that the wind may not blow the lead up, and allow the rain to 
get under it. Thus in Loudon it is the rule to cloak away from 
the south-west The rolls should be about 2 feet apart, sometimes 
less, but never more than 2 feet 3 inches. 

Bad form of BoU. — In many cases the inner sheet is dressed nght over 
the roll down to the flat on the other side. This is 
a waste of lead, and ia injuriouB to the work, for it con- 
fines the sheet so much that it cannot expand and 
contract under changes of temperature. 

In many cases a roll such as that in Fig. 459 is 
used. It is lighter but not so substantial a form as that 
in Fig- 458- F.g i59 

The outer sheet is frequently continued nght over 
the side of the roll and doubled down, so that about an inch or mote lies 
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upon the flat as in Fig. 459. This is intended to make the joint more 
secure, but is objectionable, not only because it confines the lead, but also 
because the water lying upon the flat gets in between the sheets of lead 
and is drawn up by capillary attraction, so as to pass the joint and soak 
into the wood rolls and boarding. 

Hollow Rolls are in some parts of the country ^ preferred to 
those with the wooden roll or core. 

The ends of two adjacent sheets are turned up against one 
another as at 0, Fig. 460, the upper edge of one being bent down 
over the other ; the two are then bent over together to form a 
roll as at P. 

Between the ends of the two sheets so treated is a " clip " or 
" tingle " ^ (shown in Fig. 460 by a thick line). This is a narrow 
strip of lead, of which about 2 inches is nailed to the boards. 




Fig. 460. 

Similar tingles are fixed at intervals of about 2 feet through- 
out the length of the rolls, and, being turned over between the 
ends of the sheets in forming the rolls, secure the latter firmly 
to the boarding. 

The ends of the hollow rolls are dressed over the Tiodngs 
forming the sides of the flat. 

NoBingB are rolls formed at the angle between the horizontal 
surface of the flat and the sloping sides of the roof. 

The upper half course of slates is first covered by a flashing, 
which is dressed about 8 inches upon the slope, turned up, and 
tenninated at the angle of the flat. Upon this is secured a 
wooden roll, undercut on the lower side, as shown at Z, Fig. 457. 
Over the roU the lead of the flat is dressed in a manner similar 
to that above explained. 

Occasionally the roll at the edge of the flat is formed with its 
base upon the top of the boarding in the same way £is the other 
rolls on the flat. This is considered by some to have a better 



1 Chiefly in Scotland and the north of England. 



s Sc LaLcket, 
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appearance than the nosing, as it forms a sort of ridge which 
ranges with the ridges of the hips of the roof. 

HoUow Nosings may be formed on the same principle as hollow 
rolls (see N, Fig. 460). This figure shows a flat nosing, but 
they are ofte^ made round or " bottled " for the sake of appear- 
ance, being then in section like the roll P, but with the base 
vertical 

Welta (see Fig. 461) are formed by bending up the adjacent 
edges of two sheets — turning one over the other, and 
then dressing them down close to the flat. When very 
exposed they are further secured by tingles. 

They take up less room than rolls, and are common 
on curb roofs, but do not form so good a joint. 

Seams are the joints made between pieces of lead by 
soldering. 

Lapped Joints are those in which one sheet is dressed down 
flat and the edge of the adjacent sheet over it, so as to lap from 
4 to 6 inches. 

This joint is used chiefly between the different portions of long 
and narrow pieces of lead, such as flashings, coverings for hips, 
ridges, valleys, etc., and generally lies across the current. 

Drips are joints made across the current of a sheet of lead, 
thus : — 

The surface to be covered is interrupted by steps from 1^ to 3 
inches in depth (the deeper the better), running across it at 
intervals of about 8 or 10 feet. The lower i*"-» 
sheet is first laid, dressed close up to and "^^^^^^^^ ^ 
over this step, and its upper edge is gener- 
ally fitted as in Fig. 462 into a rebate cut 
for it in the boarding of the higher level of 
the drip so as to avoid a ridge. SeeiisnpfiMp 

The upper sheet overlaps the lower, and ^^fr ^^2- 

is turned down over it as shown. This upper sheet should stop 
\" short of the horizontal sheet below, otherwise the wet will be 
drawn up, by capillary attraction, between the sheets into the 
boarding above. 

The upper lead is often carried down so as to form an overcloak resting 
an inch upon the flat This is objectionable, as moisture is drawn up by 
capillary attraction. The rebate in the upper boarding is sometimes omitted 
and the upturned lead stopped Y short of the upper surface of the drip. 

Five drips are shown at A A in the gutter, Fig. 456, and Fig. 
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462 represents a section of one of tbem; the arrow shows the 
(lirectioB of the flow of water. 

Dripifor exjpated 'plata. — Fig. 463 shows a fonn of drip 
used is flats and long lengths vhich haTe a tendencj to 
blow up. 

When long lengths of lead are used, tacks or dipt (c), as 

shown in black in Fig. 463, may be fixed at about 18 or 

80 inches apart The upper end of the lower lead is &e- 

Fig. 48S. quently nailed to the bearding aa shown. The tack is 

usually nailed through the lead below, but it is better to 

make it extend beyond and nail it sepantely as shown. 

Fig. 464 shows another form of drip used where 
there is much exposure to wind. It explains itself, 
and so does Fig. 465, which is used in similar situa- 
tions and called a diwh.^ 

BoTTLENOSE Drips. — In some parts of the 
country a drip, such as that in Fig. 462, is ^- *^^ ^"K- *^^- 
formed thus : — The boarding on the upper level is allowed W 
project an inch or bo over the bearer ; the lower sheet of lead 
is turned up until it reaches the lower side of this projection, 
or " bottlenose " ; the upper sheet is dressed round the projec- 
tion, and hangs down over the turned -up lead, to form the 
apron. 

Fixing Lead to Kasonry. — A Raglet is a groove about an 
inch deep, and as narrow as possible, cut into masonry or brick- 
work to receive the edge of sheet lead to be fixed to the walls. 
Wedges, Wall-hooks. — The lead-flashing, //, Fig. 466, may be 
secured in several ways — by wooden or 
lead wedges' {Iw) driven in tight between 
it and the edge of the raglet, or by wall- 
hooks' (wK), which are short, flat-shanked 
spikes of bar iron with one end hammered 
thin and bent over at right angles to form 
a head. The lead wedges are more adapted 
for use in stonework, and the wall hooks 
in brickwork. 

The joint is generally pointed and made 

good with cement or mastia 

*^- *** Burning in. — When the raglet is formed 

along the top of a course, as shown in Fig. 476, and a very secure 

joint is required, to withstand exposure, the lead may be " burnt 

in," which consists in insert^ing the edge of the sheet in the raglet 

' Bvehan.  So. lead bait. » Sc ThvmJxUt. 
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groove, and filling tbe latter with molten lead, which is then well 
punched or "caulked" in. 

Lead Dots 01 Bolder Dota.-^-In some cases — for example, in 
covering a small dome with sheet lead — it is necessary to screw 
the lead to the woodwork. The screwB are 
generally used in pairs (see Fig. 467), inclining 
inwards toward one another, and the boarding 
is countersunk, so that the heads of the screws 
are well below the surface of the wood. Into the 
hollow thus formed, the sheet lead is dressed and 
screwed down, and then a patch of molten solder 
(a lecd dot) is " wiped " in, 80 as to protect the 
screws, and bring the whole to an even surface. 
The screws must be left standing up from the 
lead so that the solder may get a good hold of 
them. If screwed right home they would pull 
through the lead if the wind tended to lift it. 
If the boarding is not hollowed out where the 
lead dots occur, they of course project above _ 
the surface. The heads of nails may be similarly 
protected. 

Flashings are pieces of sheet lead placed so 
as to cover joints which would otherwise admit 
wet to the roof timbers, or other parts of the 
building, 

Tbe term is frequently applied to a piece of sheet lead fixed to 
a wall, and hanging over, so as to cover the edge of a gutter or other 
sheet lead turned up against the waU, and to protect the joint 
between the lead and the masonry. (See aa. Fig. 469.) 

In some parts of the country, however, this particular flashing 
is known as a " cover-Jlashing " or " apron." 

The term "flashing" will be taken in these Notes to include the 
whole of the lead used for the protection of a joint, and " eover- 
flasking " or " apron " to refer only to the overhanging piece. 

The fiashings principally required in a building are over the 
joints formed where a roof is cut through by a wall, chimney, 
skylight, or dormer window. 

The flashing may be fixed in various ways ; it may lie over 
the slates as in Fig. 47 1, or under them, as in Fig, 472.^ 

The portion turned up against the wall should be 5 or 6 inches 
I This ^ind of fluhing ma.7 be oonsidered a form of gutter. 
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In the best work, sheets of lead which are wide, or of which 
the outer edge is fixed, should never themselves be secured to the 
wall, but should be connected with it by means of an apron. 

Some authorities recommend that the apron shoidd be of the 
same width as the upturned lead, as shown at ^ in Fig. 469, so 
that it may not be liable to be blown up and expose the joint ; 
this, however, is generally considered a waste of material, and 
it is objectionable, for it leads to the sucking up of moisture past 
the joint by capillary attraction. The apron is therefore usually 
turned down only 3 or 4 inches over the edge of the upstanding 
lead, so that the lower edge may be clear of any wet which lies 
upon the horizontal sheet of lead below. 

Chimney Apeon. — The flashing between a wall or the side of a 
chimney and the roof that slopes down from it is also frequently 
called in England an " apron," and in Scotland a " berge." 

It is a simple flashing, formed out of lead some 15 or 16 inches 
wide, of which 6 or 8 inches may be dressed over the slates down 
the slope, 6 inches upturned against the chimney, and the re- 
mainder fixed in the raglet. 

Horizontal Flashings. — ^When a joint occurs between a 
horizontal surface, such as a lead flat, and a wall or chimney, the 
lead is dressed up against the masonry to a height of from 
5 to 7 inches, and the joint covered by an apron, as at a in 

Fig. 457. 

Saking Flashings are required to cover the joint which 

exists where the slope of a roof is cut into by a wall or chimney. 

There are two methods of arranging the flashing. 

1. The strip of lead required should be about 16 inches wide; 
of this, 8 inches lie ^ upon the slates ; 6 inches are turned up 
against the masonry, and the remainder into a raglet parallel 
to the slope, and secured there. 

A tilting fillet * is fixed in the angle formed by the wall and 
roof boarding, which raises the sides of the nearest slates, so as 
to throw off the water. 

The section. Fig. 471, shows this arrangement; it is taken 
through the lap of the slates where there are, of course, three 
layers. 

An additional precaution is sometimes taken by forming a 

^ This is when countess slates are used. The width should be 8 inches more than 
half that of the slate, so as to overlap the first side joint 3 inches. 
' Sc. Doribling, 
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cement fillet, of triangular section, under the lead flashing in the 
angle between the slate and the wall, so that if the flashing is 
blown up, the joint is still kept secure until the lead is replaced. 





Fig. 471. 



Fig. 472. 



2. In the second method a tilting fillet about 2 inches wide 
and f inch at the thickest part is placed from 2 to 4 inches from 
the chimney or wall, and the lead dressed close over it, and down 
upon the roof boarding, which is sometimes rebated out ^ inch in 
depth to receive it, then turning up against the wall and under 
a cover flashing or apron. The slates lie over the lead. 

For deeper gutters the boarding may be lowered an inch or 
more and special beams provided for it. 

Fig. 472 gives a section of this method as frequently carried out It will 
be seen that it virtually forms a sort of gutter down the side of the chimney, 
and it is sometimes so described. This arrangement requires a little more 
lead than the other, but secures it better, for the lead, being under the slates, 
is not liable to be blown up. The wind is apt, however, to catch the ex- 
posed sides of the slates, and displace them. The remedy for this is to con- 
tinue the slates right over the gutter until they nearly touch the chimney. 
When this is done, not only are they themselves protected from the wind, 
but they keep the sun off the lead, and prevent the latter from cracking. 

The disadvantage of the arrangement last described is that when the gutter 
is covered by the slates its interior cannot easily be cleared out, and it 
becomes choked with dust and dirt, which lead the wet over the tilting fillet 
and into the roof boarding. 

An elevation of a raking side flashing for a chimney is given 
in Fig. 470. 

Stepped Flashings are generally used where large and wide 
chimneys, or gable walls, cut into the slope of a roof. 

The raglet, instead of running parallel to the slope of the roof, 
is in short horizontal lines, and the lead is cut into steps, the 
ends of which are at right angles to the slope, as shown in Fig. 

473. 

This is a great advantage in brickwork, as it enables the raglet 
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to be formed by raking the horizontal joints, instead of cutting 
into the bricks. 

There are several ways of fixing stepped flashing. 

The most common is to use lead some 1 6 inches wide, of which 
8 inches may lie on the slates, 6 or 7 inches turn up against the 
wall, and the remainder into the raglet. 

1 
J 




Hedi(m onQH, Fig, 456, 
Fig. 478. 

The section in this case would be similar to Fig. 471, and the 
elevation as in Fig. 473, except that the edge of the lead lying 
upon the slates would be seen. 

Another plan is to form a side gutter along the wall, as in Fig. 
472, securing the upturned lead in a stepped raglet, or covering it 

by an apron all in one piece cut to fit 
the steps,^ as shown in elevation. Fig. 473. 
Cover-Flashings in Separate Pieces. 
— A better flashing is formed as shown in 
Fig. 474 by hanging the stepped apron 
or cover-flashing in pieces (cfcf), one to 
each step, so arranged that the broad end 
of each piece overlaps the narrow end of 
^' *^*' the piece next to it down the slope, by 2 

or 3 inches. These pieces may have a mean width of about 5 

^ Sometimes called a Skeleton Flashing, 
B.C. 1 Q 




f^'^^^F^l 
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inches, of which an inch is secured in the raglet, and the remainder 
hangs over the flashing. The flashing itself will be disposed, as 
in Fig. 472, over a tilting fiUet under the slates; the upturned 
portion need not he more than 3 01 4 inches high, and will be 
covered by the stepped apron. 

Soakers,* Fig. 475, are used instead of stepped flashing, and 
consist of pieces of lead {sk), worked in between the slates as they 
are laid; each piece is about 4 inches longer than the gauge 
of the slating (so that each extends under the whole exposed 




Fig. 475a. Section. 
portion of a slate, and laps 4 inches over the next soaker),^ and 
about 14 inches broad, so that 6 to 8 inches may be under the 
slate, and 4 to 6 inches up against the wall, being covered by an 
apron or cover-flashing. 

This form of flashing is now in very general use. It is simple 
and secure ; the wind cannot lift it, the lead cannot be stripped 
off without removing the slates. 

' Often *1bo called Bt«pped fluhing. 

* Sooksn are sometimes niads the full length of the slater, bat this takes more 
lead and the uaker is pierced b; the nsil which secum the slate &boTe it. 
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In some cases instead of nailing the soakers as shown, they are secured by 
bending over an inch along the top edge, so as to clip the head of the slate. 
This is not a good plan as it requires more lead and prevents the head of 
the slate from lying close to the boarding. 

Tingles ^ are fastenings placed at short intervals to prevent 
exposed sheet lead — ^such as flashings which lie upon the slates, 
lead upon ridges, etc., from being blown up by the wind. They 
consist of strips of sheet lead which are nailed to the boarding, 
or hooked on to the head of a slate, and bent over so as to clip 
the edge of the flashing. 

I«ead Gutters. — ^Two or three methods of constructing lead 
gutters are illustrated in Fig. 456, and the details connected 
therewith. 

All gutters should have a current or fall of at least y^, and 
the joints between the ends of the sheets should be formed, when 
possible, by drips not more than from 8 to 10 feet apart. 

The sides of gutters which abut upon walls or blocking courses 
should be turned up from 6 to 7 inches against them, and be 
covered by an apron. The side is, however, frequently fixed by 
simply turning its upper edge into a raglet ; as the other edge is 
trammelled by the tilting fillet, this prevents free expansion and 
contraction under changes of temperature, and often results in 
splitting the lead. The ends of lead gutters are either lossed up — 
that is, neatly beaten into shape — or else formed with dog-ear 
joirUs, the lead being folded like the end of a paper parcel. 
These last are, however, not considered to be good plumbing, as 
the lead when bent double is liable to crack. 

Bridged Gutters are formed with sheet lead laid upon board- 
ing, supported by bearers. These bearers may either be framed 
in between the timbers of the roof or merely nailed to them. In 
the former case they are called trough or frwintd gutters ; in the 
latter case V gutters. 

Trough^ or Parallel Outters, — Fig. 473 (being a section on 
GH of Fig. 456) shows a trough gutter formed in the valley 
between two roofs. 

It consists of a gutter bearer (gb) framed in between the pole 
plates of the roof, which are placed upon the principed rafters, so 
as to afford room for the gutter. 

Boarding is fixed upon the gutter bearer, and upon this is laid 

^ Sometimes called Bale Tacks, Bell Tacks, Bail Tacks, Clips, Lappetts, Binders, 
Tails. Sc LatcheU, ^ Sc. Box GuUer, 
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the lead which passes up the slope oa each siJe, and over the 
tilting fillet under the slates. 

Wliea a gutter is very deep and wide, so as to require a great 
width of lead, the sides sometimes stop short hefore they turn up 
the slopes of the roof, and are covered by an apron on each side 
hauging over the end of the rafter and ih» pole plate, as shown in 
!■■''& 473- 

A trough gutter fixed hehind a blocking course is shown iu Fig, 
476, which is a section on K L, Fig. 456. 



Staiim on KL, Fig. 4SS. 
Fig. iU. 

The bearer is framed at one end into the pole plate of the roof, 
the other end being supported by a gutter plate (gp). 

One side of the gutter lead is turned up against the blocking 
course, and may be secured, as shown, by turning it into a raglet 
on the top. 

It may, however, be covered by an apron, either similarly secured 
(see Fig, 147), or continued over the top of the blocking course 
and turned down about an inch over the front edge. In the 
last case the apron is kept in position by a conical-headed rivet 
leaded into the top of the blocking course. 

The inner edge of the lead is turned up over the tilting fillet 
and boarding of the roof until it is higher than the top of the 
blocking course (or than the overflow pipe, if any), so that, in case 
the gutter should be choked, the water may flow over or through 
the blocking course, not over the inside into the building. 

When the blocking course is high an overflow pipe may be 
introduced, as at OP in Fig. 469. 
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It is evident that the necessary fall for a trough gutter may be 
obtained by lowering the bearers gradually along its length, the 
width remaining the same throughout. The section, Fig. 476, is 
taken at a high part of the gutter, and the bearer is nearly up to 
the top of the pole plate; but in Fig. 473, which is a section at 
a lower point of the valley gutter, the bearer is nearly at the foot 
of the pole plate. 

V Gutters} — An example of a V gutter formed behind a 
parapet wall, and also of one behind a chimney, is shown in Fig. 
469, which is a section on CD, Fig. 456. 

The gutter bearers, instead of being framed into the pole plate 
of the roof, as in the trough gutter, are here nailed to the sides 
of the common rafters. 

The lead is arranged as before, about 4 to 6 inches being turned 
up against the inside of the parapet wall and covered by an 
apron. 

As the parapet is generally of considerable height, an overflow 
pipe should be inserted, as at OP, so that, in case of the gutter 
being flooded, the water may escape through the wall and not into 
the roof. 

The end of the lead turned up the roof should be slightly 
higher than this overflow. 

The necessary fall for a V gutter is obtained by lowering the 
bearer. It will be noticed that, as this brings it farther down 
into the angle between the slope of the gutter and the parapet 
wall, it has the effect of narrowing the gutter, which tapers in 
plan from the highest to the lowest level (see Fig. 456). 

In arranging such a gutter, therefore, the points of exit for the 
water should be as frequent as possible, in order to avoid long 
lengths of gutter, for these spread out as they rise till they become 
very wide, and require a large quantity of lead. It will be noticed 
also, that as each drip raises the level suddenly, it has the effect 
of widening the gutter at the point where it occurs. An illustra- 
tion of this is shown at d', Fig. 456. 

Fig. 469 shows a gutter formed at the back of a chimney where 
it cuts through the roof. 

Such a gutter must be made of a size proportionate to the area 
of roof that drains into it 

It is constructed on the same principles as the ordinary V 

^ This name is sometimes applied to common arris gutters, formed with two 
boards fixed together at an angle. 
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er, being liigher and consequently broader in the centre, so as 
irow the water off on each side of the chimney. 
I the chimney be against a wall, the water must, of course, 
Itrown off to one side only, and the gutter is broader at the 
next the wall, 

he apron at a: in Fig, 469 is shown the full depth of 
upturned flashing as an illustration of the renmilts at 
23. 

ig. 477 is a section of a V gutter formed between two roof 
es. The construction is similar to that just described, tbe 
being obtained by lowering the bearer. In tbe figure, the 
er is shown at the lowest point, and it will be seen that when 



I 




Fig. 477. 

. raised to higher levels, in order to procure the necessary in- 

ition, the gutter will be widened considerably. 

t is evident that trouglis have great advantages over V gnt- 

inasmuch as they remain throughout of a constant width, 
do not require a large, unsightly, and expensive width of lead. 
js can be formed without widening the gutter, and down pipes 
not required to be frequent. 
TONE Gutter lined with Lead. — Another form of gutter is 

shown in Fig. 454, in which tbe lead is merely a lining to 
gutter hollowed out in the cornice. 

luch a gutter is very commonly used, especially in the North, 
it is open to considerable objection. It is impossible, for want 
epth, to form drips in the stone, and the lead must be in one 
[ piece, composed of sheets soldered together, and liable to great 
traction and expansion ; or the joints between the sheets must be 
)ed, which makes the surface uneven and insecure. 
tesspools' are small cisterns formed in lead gutters at those 
its where it is intended to get rid of the water. 
i'ig. 456 shows two such cesspools, marked cip in plan. One 
hese is partly seen in elevation in Fig. 476. 
' So. I>rif Soot. 
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The cesspool is a wooden box lined with sheet lead, turned up 
on all its sides, which are covered by aprons. 

It should, if possible, be made the same size as the gutter. If 
not, it will be a source of trouble, and diflBcult to make water- 
tight. 

In the illustration given in Fig. 476 a channel is cut through 
the coping connecting the cesspit with the head of the down 
pipe. The mouth of this communication is protected by a per- 
forated zinc rose or grating, to prevent dead leaves or rubbish 
from getting into and choking the down pipe. 

Iron Gutters are cast by the founder, but the work of arrang- 
ing them generally devolves upon the plumber. 

Eaves Gutters ^ run along the lower edges of the roof slopes, 
and are fixed in diflferent ways. 

Fig. 319 shows semicircular gutters^ resting on holdfasts nailed 
to the boarding of the roof. The ogee gutter in Fig. 325 is 
secured at intervals to the fascia board. The moulded gutter in 
Fig. 372 rests upon the wall, and that in Fig. 365 on a projecting 
sailing course or upon corbels. 

Both these positions should be avoided if possible, for where 
the gutter rests upon the wall it will be constantly leaking into 
it, causing damp, and injuring the masonry. 

Iron Valley Gutters are often used, and may be obtained 
either of sections like V gutters gradually varying in depth and 
width throughout their length, or of uniform cross section through- 
out like trough gutters. 

The V gutters must of course be cast to suit the pitch of the 
roof, or the pitch arranged to suit such patterns as may be kept 
in stock. 

Fig. 363 shows a cast-iron trough gutter at the back of a 
parapet wall. 

Zino Gutters for eaves may be semicircular or moulded, and 
fixed in the same way as iron gutters ; but zinc valley or trough 
gutters are laid somewhat in the same way as those of lead. 

Bain Water Fipes.^ — ^It has already been mentioned that all 
gutters should lead to vertical down pipes, which conduct the 
water to drains provided to carry it off. 

These pipes are generally of cast iron, circular in section, and 

' Sc BhoMi or RwM, 

» Also caUed "Down-comers," "Stack Pipes," "Spouting," and "Rain Water 
Pipes." So. Comductws, Wall Pipes, 
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about 3 or 4 inches diameter, the size varying according to the 
amount of water they will have to carry off. 

They are secured by spikes driven into the wall through ears 
cast on each length of pipe, or by collars with ears spiked to the 
wall, or by patent methods which cannot be described here. 

Zinc pipes, and even lead pipes, are similarly used, but they 
are not common, and need not further be noticed. 

The openings into heads of all down pipes should be protected 
by a rose similar to that shown in Fig. 476, to prevent dirt and 
rubbish from getting in and choking the pipe. 

Bidges and Hips. — The lead used for covering these shotdd 

weigh about 6 lbs. per superficial 
foot. It has to a great extent been 
superseded by the use of slate and 
tile ridges. 

Ridges on the apex of the roof 
are covered with lead laid over a 
wooden roll fixed to the ridge piece. 
This lead is dressed well into the 
angles under the roll, and laps over 
the slates on each side about 6 or 
8 inches, according to the size of the 
slates. It is generally left without any fastening, being kept down 
by its weight and the grip it has upon the under side of the rolL 
It may, however, in exposed positions be further secured by either 
of the following methods: — 
(1) by securing the lead to the 
sides of the roll with lead- 
headed nails; (2) by sheet-lead 
ears soldered to the under side 
of the sheet and nailed to the 
boards on each side of the roll; 
(3) by straps or tingles (^,Fig. 
479) of stout lead laid at 

intervals along the ridge over the slates, and secured to the top 
of the ridge by the spike which carries the roll. The ends of 
these straps are bent back and dressed down upon the extremities 
of the sheet lead covering the ridge, as shown in Fig. 479. 

Hips, which are the salient angles formed by the meeting of 
two roof slopes (see Fig. 456), are covered with lead in the same 
way as ridges, except that, as the sheets have a tendency to slide 




Fig. 478. 




Fig. 479. 
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down, they require to be nailed at the upper ends, the nails 
being covered by the lap of the sheet above. 

The lead for covering hips varies from 18 to 20 inches in width, 
according to the inclination of the roof and the size of the slates. 

Valleys. — In the valley formed by the intersection of two roof 
slopes forming a re-entering angle, such 
as that shown in Fig. 456, a strip of lead 
is laid on the boarding along the intersec- 
tion of the slopes. The sides are turned 
up along the boarding for a distance of 
from 5 to 7 inches, and then dressed over o>rr^«r*fK«//«jr«7.M.N. 
tilting fillets^ fixed parallel to the angle, so ^^- ^• 

as to raise the sides of the adjacent slates. ^' ^®^' 

The joints between the different sheets necessary in a long 
valley are lapped for a length of 4 or 5 inches. 

Substitutes for Lead Flashings. — Sheet zinc is frequently 
used instead of lead for the flashings of inferior buildings. It is 
laid nearly in the same manner, but not quite so easily, and does 
not last so long, especially in bad atmospheres. 

Cement flashings, or rather "fllUtings** are used in the very 
commonest work. They consist merely of triangular fillets of 
cement worked into the angles of joints to be protected. Hair 
mortar is used for filleting in the same way as cement. 

Another form of cement flashing is thus constructed : — a row 
of nails is driven into the wall or chimney an inch or two above 
the joints to be protected. Eound these is twined tarred oakum. 
This is then covered with cement forming a projecting ledge, 
which keeps wet out of the joint. 

Courses of the brick or stonework are sometimes allowed to 
project over the joints in a similar way, or slates, tiles, or flat 
stones may be built in for the same purpose. 

Cisterns. — ^The various forms of cisterns, and the lead pipes 
and apparatus connected with them, do not come within the 
limits of this course, and cannot here be entered upon. 

The lead used for lining cisterns must have soldered joints ; 
but the water keeps it from expansion and contraction. 

Joint! for Lead Pipes. — The joints used for lead water pipes are as 
follows : — 

The "Wiped Plumbers' Joint or Round Joint, as shown in elevation at 
Fig. 480a, and in section at 480&. 

 ■■»■ !■■■  —■— ^^M^^^— — M^i— ^M^^— ^— ^^^^Wll^— ^-W^— >^M^^ 

^ Sc. Voablings, 



NOTES ON BUILDING CONSTRUCTION. 

% this joint the enda of both pieeea of pipe are made quite circul&r 
into each a wooden tamvpin. One end is made of a lai^er diameteT 
pet^baped, bo as to form a socket for the other, the end of which 
int in the direction in which the water in the pipe will flow, ao aa 
ge a check. The outer edgea of both endi are rasped to form sharp 
that they will socket together tightly. After fitting both eada 
blacked for about 6 inches in length with "*ni,"' When dry the 
ahaved, ve. scraped clean to the length required for the joint, and 
illow spread over the surface as a flux. Molten solder is then 
or poured on and rubbed with a. doth to the shape shown at « in 
1 and 4806. Sometimes the socket may be larger, as dotted at/. 
.uuberb' Branch Joint is shown at 480c and 48o(L 
AWN Joint or Coffee-bit Joint is shown at 4801 and 480/. 




Fig. iSOe. Fig. *80<l 



Fig. IBOff. 



Fig. 480A. 



lint, though soroetimes used for lead pipes, is not good workmani- 
is used more by gasfitt«rs and zincworkers than by plumbers. 
lUMBERs' Flange Joint is shown at 480^ and 480^ This is useful 
pe passes through a floor. The solder is sometimes used, even when 
3 joint, to support the pipe at this point. 

' A paiut formed of liie, lamp black, and "^qIV 



Chapter XV. 

JOINERY- 

Oeneral Bemarks. — The joiner^s work is distinguished from 
that of the carpenter, as being necessary, not for the stability of 
the building, but for its comfort as a habitation. 

It includes making and fixing the doors, frames, sashes, and 
shutters, also wooden stairs, linings of all kinds, architraves, skirt- 
ings,^ and floor boards. 

These are aU prepared in the workshop. A great deal at the 
present time is done by machinery, and the work of the joiner is 
daily becoming more conj&ned to fixing only. 

As the joiner^s work is generally seen from a short distance, it 
must be fitted with care and exactness, and requires greater neat- 
ness and smoothness of finish than carpenters' work. 

The thorough seasoning of the wood for joiners' work is of the 
first importance. Some particulars connected with the selection 
of timber for this purpose are given in the chapter on Timber, 
Part III. 

All framing should be fitted and put together, and left as long 
as possible, before it is glued or wedged up, which should be 
done, if practicable, in summer when the wood is most dry. 

Large pieces of timber should never be used in joinery. 

The interior of all joints for outside work should be painted ove^* 
with white lead ground in linseed oil ; those for inside work glued. 

Joiners' work is generally put together with the aid of a 
cramp; great care should, however, be taken in cramping and 
wedging up to prevent a strain upon the woodwork, which would 
lead eventually to cracking and distortion, 

Beadings. — These are adopted generally for ornament, or in 
order that the opening of a joint caused by shrinkage may be 
hidden in the shadow cast by the projection of the bead. 

^ The conaideratioii of linings, skirtingiB, architrayes, and the gronndB to which 
they are fixed, does not come within the limits of this conrse. Some of these are, 
however, shown in a few of the figures to make them more complete, and to save 
repeated illustrations when thej are descrihed in Part II. 
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Beads are narrow, convex, plain mouldings ; • in section gener- 
ally parts of a circle. 

When the bead is formed upon a board, in the substance of 
the wood itself, its upper surface being flush, or nearly so, with 
that of the board, it is said to be "stuck" (see Figs. 482, 4S3, 
484). 

If the bead is formed in a separate strip, and nailed or hradded ' 
-,,,,,,., to the board, it is described as "laid in" or 

^^^^ "^/aTiferf" {see Fig. 48s). 

^^^■^ii" «■''■ A ' Nosing or Rounded Edge is formed by 

rounding the edge of a piece of stuff, as shown in 

Fig. 481. It is frequently used for finishing off the edge of a 

projecting board, such as the tread of a step, a window board, etc 




Fig. 482. Fig. 483, Fig 484 Fig, 465. 

Quirked Bead. — In Fig. 482 the circular portion is the section 
of the bead, and the indentation at the side is called a " quirk." 

A Double-quirked Bead is one with a quirk on each side, as in 
Fig. 483. It ia also knowa as a Flush Bead, because it is flush 
with the surface of the wood. 

A Staff or Angle Bead is a double-quirked bead, formed upon an 
angle, as shown iu Fig. 484. It is sometimes called a Return Bead. 

A Coeked Bead is one which projects above the surface of the 
board. In order to avoid reducing the whole surface of the 
board, the bead may be made in a separate strip, and planted 
upon it, or laid in a shallow groove, as in F^. 485. 

A Cocked Bead and Fillet consists of a bead resting upon a flat 
atrip or fillet slightly wider than itself, and planted on to the 
surface of the board, as in F^. 526. 

Reeding consists of parallel beads placed close together (see 
p. 245). 

The Torus is a very large bead, surmounted by a flat strip or 

' MmJdinga, tecbnically so Mllod, do not fall within the limits of the Elementary 
Course, but are described iu Part II. 

* A brad is a particular fona of nul, and is described in Fart III. (see also p. 139). 
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" fillet," as ahown in Fig. 486, also on a small scale on the upper 
edge of the skirting {Sk) in Fig. 545. 

The torus is generally considered as a moulding, 
and is placed under that head in Part 11. 

The distinction between a torus and a l>ead is 
that the former is always surmounted by a fillet. 

The above-mentioned ate the most simple beads 
in common use. There are several combinations 
of these, which cannot be further considered in this * 

course. 

The different positions in which beads are used are referred to 
farther on. 

Shooting is simply making the edge of a board straight and 
smooth by planing off a shaving. A board is said to have its 
" edges shot " when both edges have been made smooth and true 
with a plane. 

Bebating has already been described at p. 13o. 

Chamfering is taking off the " arris " or sharp edge, so as to 
form a flat narrow surface down an angle, as shown on the style 
of the door. Fig. 487. This is frequently done for ornament, 
and also to render the angle less liable to injurj-. 




XStfb Ckam/rr 

Fig. 487. 

Chamfers are also often used for the same purpose as beads, 
especially on the edges of boards forming a close joint, ao as not 
only to form an ornament, but also to hide the opening caused 
by shrinkage. An example of a chamfer thus applied ia shown 
in the plan of the door. Fig. 487, between the style and the 



V-JoiNT is the angle formed by the meeting of chamfers on two 
adjacent edges, as in the boarding of the door above referred to. 
Fig. 487- 

Stop Chamfer is one in which the chamfer is not carried to 
the extremity of the arris, but stopped and sloped, or curved up 
at the end till it dies away again into the square angle. Examples 
of this are seen in the framing of the door, Fig. 502, where the 
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ers are stopped about ftu lech short of the extremities of 
ils aod braces. 



JOINTS. 

len large surfaces tiave to be covered with boarding, the 
should be as uatrow as possible, in order that the shrink^e 
h, and the consequent opening of the jointe, may be reduced 
ainimum. 

;h shrinkage, however, there will inevitably be, and several 
rementa are adopted for preventing cold air, dust, etc, from 
rating through the opening thus made between the boards, 
1 order to prevent the shrinkage from injuring the appear- 
of the jointe; and further, to counteract the tendency of 
-seasoned board to warp,' twist, and raise its edges above 
meral plane of the surfaca 

i-eral joints of this nature have already been described in the 
a on Floors (see p. 135). 

tin or Butt Joints are explained and figured at p. 135. 
pening caused by the shrinkage of such a joint is, of course, 
apparent; and there is nothing to prevent a board from 
Dg its edges above the sur&ce. 

welled Joint is shown in Fig. 298. The shrinkage in this 
is visible, and causes an opening, but the dowels keep the 
es of the boards in a true plane, 
oored and Tongued Joint is explained and figured at p. 

>toh Boarding consists of boards put together with the last- 

oned joint, one edge of each board being beaded, as in Fig. 

It is 80 called because the groove ia formed with one 

and the tongue with another to match or correspond, so as 

the groove, 

mgh Grooving is so called because the groove is formed 

i peculiar plane called a " plough." 

ISB Orooving is the same as the above, but that the groove 

across the grain of the wood. 
p Feathers are detached tongues or strips of iron or of hard 

cut across the grain for strength ; in using them both 
' Sc for warped u Thravm. 
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boards have to be grooved and ^the tongue inserted, as shown in 
Fig. 296. Tongues are generally of hoop iron, and slip feathers 
of wood cut across the grain. 

If a slip feather is cut with the grain — that is, if the grain 
runs parallel to the length of the slip — and it is glued tight 
into the grooves, it ia very liable to split longitudinally when 
the boards it unites commence to shrink. This cannot happen 
with a cross tongTie — ^that is one cut across the grain. 

Ploughed and Tongned — Grooved akd Feathered — are terms 
applied to boarding prepared with tongues or slip feathers. 

Dovetailed Slip Feathers are of a double dovetail shape in 
section (see Fig. 488), and must of course y/////A^ W/MIIIln 
be pushed into position endways from Wm^mm//, 

the extremity of the boards. They are """ .^ 

very seldom used. *^' 

Bebated Joints. — Rebated and Filleted Joints, and Fillis- 
TERED Joints, are all described at pages 135, 136, in connection 
with floor boards, for which they are most adapted. 

In all the above (except the dowelled and butt joints) it will 
be seen that any opening caused by shrinkage of the boards will 
be covered by the tongue, feather, or fillet, or (in the case of the 
rebated, and of the filHstered joint) by the projection below of the 
adjacent board. 

In each of the joints illustrated in Figs. 293, 294, 297, part 
of the width of the board itself is taken up in forming the joint, 
so that a greater quantity of boarding is required to cover a given 
surface than if joints with detached tongues, fillets, or dowels are 
used, as in Figs. 295, 296, 298. 

There are several elaborate forms of joint, consisting of double 
grooves and tongues of different lengths, combinations of the above, 
but they are too complicated for use in practice. 

Beaded Joints. — It has been said above that a certain amount 
of shrinking in the boards of ordinary work is inevitable. 

The actual passage of air and dust through the openings thus 
formed may be prevented by the various forms of tongued, 
feathered, and similar joints, already described ; but in many posi- 
tions, such as in linings of walls, in doors, etc., the unsightly 
appearance presented by the gaping joints between the boards 
would be objectionable. 

In such cases, to hide the openings caused by shrinkage, a 
quirked bead is " stuck " upon one angle of each board, in order 
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pening of the joint may be hidden in its shadow, or 
<f like another quirk on the opposite side. 

Fig. 489 Bhows the bead as applied 



boarding; it may be used in the same 
K- *^'- way for rebated or plain batt joints. 

1 Jointa are chiefly used to connect boards meeting at 



Fig. 490. 
1 Dovetail Joint. — In this the edge of each board is 
series of alternate projections and indentations, known 
IS " and " sockets," which fit one another and form the 
''ig. 490 the pins are formed upon A and the sockets on B. 
s of the projections or dovetails show on each side of 
brmed by the boards when they are put together. 
cases the spaces between the pins are only equal in size to 
smselves, as shown in Fig. 490. This makes the strongest 
'ery frequently the pins are placed much farther apart. 
le or bevel of the sides of the dovetail should vaiy accord- 
lature of the wood in which it is formed, A dovetail in 
should have more splay or bevel than one in soft wood. 
imon dovetail is chiefly used for the angles of drawers 
or boxes, where they are generally not seen, but it is 
Dually adopted in building for securing the angles of 
nd for casings of a superior description. 

or Secret, Dovetails and Lap Dovetails are modifi- 
;he above, used chiefly by cabinetmakers ; they will be 
a Part II. 

and Tenon Joints, used for framing in joiners' work, 
lose in carpentry, but are much smaller, and require to 
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be made with greater care and exactness^ so that they may fit 
smoothly in all their parts. 

The thickness of the tenon varies from ^ to ^ of that of the 
framing, care being taken to leave sulB&cient substance in the 
cheeks of the mortise. The width of the tenon should not be 
more than 5 times its thickness, or it will be liable to bend. 

Haunching a tenon is the cutting away a part of it, so as to 
leave a piece (A, projecting to a distance of only ^ inch or 1 inch) 
between it and the outer edge of the rail on which it is formed. 
This haunch gives the tenon great lateral strength, and saves cut- 
ting so large a mortise hole. The haunch and the mortise to receive 
it may extend to the outer edge of the pieces framed together. 




^ 




Fig. 491. 

Examples of haunching are shown in the rails of the door, 
Figs. 513, 517. 





Fig. 492. 

Double Tenons are formed on very wide rails in framing. 
They prevent the rail from twisting, do not shrink so much as a 



B.C.- 
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Don, and do not Teqnire so large a mortise, which 
\ weaken the framing in which it is formed. As 
een the roots of the tenons sbrioks more aerots the 
e wood between the mortises does wiih the grain, 
a is to split the rail The space between the tenons 
aa will be seen in Fig. 492 by examining the 

I of such baunching is also shown in the lock rail 
'iffJ- 513. 5>7. 

r two tenons side by side in the thickness of the 
Ivisable, as, for example, in the lock rail of a thick 
e a mortise lock (see M, Fig. 513); but where a 
rith cross tongaes can be used, it is stronger and 
ted. 

0N8 or Stub Tenoms are required if the irame be 
veil as wide. They are tongues or projections left 
1 each side of the tenon. 

} or cross tongues inserted in ploughed grooves are 

1 for the same purpose, as shown at xx in Fig. 492. 

Housing consists in letting the 

/'S^ whole end of one piece of timber 

■^ r*-^ for a short distance into another 

^^^^W^ (see p. 70). The recess formed 

^^^r in one piece to receive the end of 

^^ the other piece is called the housing, 

and one piece is said to be housed 

into the other. Fig. 493 shows the 

h,ousings formed in the string board 

ceive the ends of the steps which are housed into it 

t. — When two pieces of wood have to be joined at 
oint if not too long may be mitred as in Fig, 494, 
) pieces are cut to a level so that the plane of the 
e angle. This is called the " mitre." 

J J 



Kg. 494. Fig. 496. 

spends entirely upon the glue unless strengthened 
jr dotted in Fig. 494. 
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F^g* 495 id ft modification of this joint which can be nailed both 
ways and is good for exterior angles. Other modifications are 
shown in Part II. 

Soribing is cutting the edge of a board to fit an irregular sur- 
face; thus the skirting in Fig. 545, if not tongued into the floor 
(as shown), would be scribed at the bottom to fit the boards 
supposing they were uneven. 

FEAMING. 

Frames in joinery consist of narrow pieces of wood connected 
by mortise and tenon joints, and grooved on the inside to receive 
boards, which fill up the openings in the framing.^ 

In every frame the vertical pieces are called "styles " ^ (S S, Fig. 
496), the horizontal pieces raUs (B S). These constitute the fram- 
ing itself, and in the example shown are filled in with panels (P P). 
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Fig. 496. 

The pieces of wood forming a frame should be narrow, so as to 
be affected as little as possible by shrinking under atmospheric 
influence. 

The inner edges of the styles and rails are grooved to the 
depth of about ^ inch to receive the panels, which should fit so 
tightly as not to rattle, and yet should be free to contract. 

Panelling. — General JRemarks. — The boarding which fills in 
each opening of any piece of framing is called a panel. 

Boards, except of American pine, can seldom be obtained of sufficient 
width to form panels in one piece, on account of shakes and other defects. 

A joint down the panel is therefore generally necessary ; this should, if 
the stuff is thick enough, be ploughed, and a slip feather be glued into it, 
which keeps the surface of the panel in a true plane and holds the joint 
together, so that when the x^anel shrinks it comes slightly away from the 
grooves in the styles, as it is intended to do. 

The pieces thus used to form panels should be reversed alternately, so that 
the grain may run in opposite directions. 



^ Sc. for Framed is Sound. 



^ Known also as MuntinB, 
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iece of strong canvas glued over the back of a panel will aadst 
\ it tt^ther. 

sre are several forms of panels, known by technical nami 
ding upon the manner in 'which they are respectively co 
ed and ornamented. 

3 different kinds of panels now to be described are Ulu 
in Figs. 504 to 512, and in Plate XI. These figures a 
ions and sections of doors, but the same constructions a 
"op panelling of all descriptions. 

JAEE AND iS^T Pakels * are those in which the boards a 
; same thickness throughout, thinner than the frame, sai 
} below its surface, and not ornamented by beads or monl 
The panels marked A and B in Figs. 504 and 508 a 
ire and flat " * or " square " on both sides. 

IDLDED AND FlAT,' Or SQUARE AND FlAT AND MOULDED, 

DED AND Square. — When the edge of the panel, close 
faming, is ornamented by a moulding either " planted " 
k " on to the inner edge of the frame, it is designated 
Ided," or "moulded and flat.'" Panel F, Fig. 510, 
led on both sides, and panel £ moulded in front only. 
DSQ Panels have their surface " flush," or in the same pla 
the suriace of the frame. A panel may be flush on one 
sides. 

nearly all forms of flush panellii^ the edges of either t 
or panel are ornamented by a bead, chamfer, groove, 
ling, to cast a shadow and conceal the shrinkage, 
required to be flush on both sides, the back is generally fill 
bh a separate solid piece, or with diagonal battens crossl 
grain with that of the front panel. 

Fig. 509, is a panel flush on both sides, while C is flush 
only. 

LID Panels are those in which the panel is in one piece, 
ime thickness as the frame, and flush on both sides with 
:e, like panel D, Fig. 509. 

AD-FLUSH panels have a bead all round close to the inn 
of the framing, as shown in the panels I K, Fig. 507. 
[ouldiogs form part of the advanced coaise, and are more full; described 

heTOrds "and flat " (originall; used to prevent the panel from being roug! 
d off toward the edges to Gt the groove) are now generally omitted, ani 
a described as "framed sqnare" or "moulded," it being nuderatood that 
ii flat and the panel of equal thickness throughoot. 
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The bead in this case is sometimes " stuck " on the styles and 
rails, as shown in Figs. 523, 524. 

If the framing is thin and the quirk of the bead cgep, it cuts 
nearly through to the groove and is a source of weahness, so 
much so, that the swelling of the panel sometimes presses the 
bead off; moreover, when the framing shrinks, the mitred angle 
of the bead (at the comers of the panel) opens, and sticking the 
bead on the framing itself entails extra trouble in putting it 
together. 

In modem practice, however, the vertical beads are generally 
" stuck " (with the grain) on the panels, and as the horizontal 
beads cannot easily be formed across the grain, sunk rebates are 
cut for them on the panels close to the edges of the rails, and 
beads on separate strips bradded into the groove thus formed. 
Sometimes these strips become curved when the panel shrinks, 
and are apt to fall out ; and as they shrink less in length (along 
the grain) than the panel does in width (across the grain) they 
cause it to split ; however, as this plan is more economical than 
the other, it is commonly adopted. 

The detached bead just described is illustrated in Fig. 512, 
which is an enlarged vertical section of the lower part of the lock 
rail and upper part of the bottom panels of Fig. 507. The hori- 
zontal section of a bead-flush panel formed in this way is similar 
to that of bead-butt shown in Fig. 509. 

Bead-butt panel is a modification of the last, used chiefly in 
inferior work. 

In this case the beads are formed only along the sides of the 
panel, with the grain of the wood, and always " stuck " on the 
panel itself, as shown in elevation in Fig. 504, and in plan in 
Fig. 509, the panels being marked C D in both figures. 

Eeed-flush panel is one covered with parallel semi-cylindrical 
beads, close together, either "stuck" in the substance of the panel, 
if they run with the grain, or " planted " on if they run across 
the grain. 

Gkoovbd Panel. — In this a groove is formed around the out- 
side edge of the panel, close to the framing, causing a dark shadow 
which answers the same purpose as a bead. 

Chamfered (or V-jointed) Panel is ornamented by chamfers 
run down the edges of the framing and of the panel, as shown 
in the back of the panel marked D in Fig. 509 (see also Fig. 
487). 
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«e nearly flush with the frame in 
the sides where it meets the frama 
either be left square, as at H, oi 
>anel G-, Fig. 5 1 1. See also Figs. 

oiti^eiited with mooldings. either 
ited OD, as in Figs. 511, 516. 
with mouldings of different de- 
tuck "■ on the frame, or more fre- 
n strips bradded on to its inner 

»9, the panelling is intended to 
e side than the other. It is then 
idea, and named accordingly, 
e panel E is "moulded ia &ont 

both sides." 
" bead-flush front, with chamfered 

moulded and raised panel with 
while H is a " raised panel with 

re back." 

[ge doors are frequently finished 
project beyond the framing as in 

, Plate XII. See also panel F, 

tOKS. 

east 2 feet 9 inches wide, and 6 
jening ia 3 feet, or 3 feet 6 inches. 
■ing the size of doors is to add 4 feet 
ht. Thus a door 2 feet 9 inches 
Very laige rooms are sometimes 
Y doors 8 feet or more in width, 



I from 3 feet to 5 feet, 
feet 6 inches wide it should as a 
■utig folding "), by which arrange- 

Idtd panel. 
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ment it requires less space into which to open, and the leaves are 
lighter. 

Doors should, as a rule, open inwards from a person entering 
the room, and they should be so placed as to conceal as much as 
possible of the room when they are partly open. 

Doors are described as right or left handed according to the direction in 
which they open. A door which opens inward towards the right, as in Fig. 
310, is called a ** right-handed " door, while one opening inwards towards 
the left^ as in Fig. 291, is a left-handed door. Locks are made right and left 
handed to suit the arrangement of the doors. 

The followiug letters are used to mark the parts mentioned, in the figures of this 
section relating to doors : — 



Architrave . 


. A 


Brace 


. br 


Frame 


. F 


Ground 


: I 


Hin^ 
Latcn 


I 



Ledges 
Lock 


. Udae 
L 


Bails 


R 


Styles 


S 


Wood Brick 


. WB 


„ Plug 


top 



JSIeTaHon. 



Doors receive their distinctive names according to the nature 
of their construction. 

A Lodged Door V is the simplest kind of door made, and is 
used only for temporary or inferior purposes. 

The very commonest consist of vertical boards butted against 
one another, and connected by two or three horizontal pieces 
called " ledges " ^ nailed across the back. 

In ledged doors of a better class the 
boards are grooved or ploughed and tongued 
together, sometimes united by rebated 
joints, and nearly always beaded or 
chamfered.' 

The ledges should be fixed on the inside 
of the door, which is, in Figs, 497, 498, 
shown to open outwards. The rebate in 
the frame is here shown of a depth only 
equal to the thickness of the boards or door 
itself, the ledges being cut off at the ends 
so as not to fit into the frame. 

In some cases, however, the ledges are 
made of a length equal to the full width 
of the door, and recesses are cut out in the frame beyond the 
rebate to receive them where they occur. 

^ Sc. Barred Door. ' Sc. Bars or Cross Bars. 

' A ^^Proper-hedged Door" is one in which the boarding is wrought, ploughed, 
tongued, and beaded. The term is becoming obsolete. 




Pig. 497. Ledged Dow. 
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ehown would be obj«ctioiLable for a dow 
'ea when locked it can at any time be 
le binges from the outaide. 




ig. 463. Ledgtd Door. 



jnired to be very secure, it sbould have 
IS in Figs. 499, 500, or be hung with 
linges fixed with bolts and nuts on the 
13), which cannot be removed when the 

d Door has braces diagonally across the 
back in addition to the horizontal 
ledges, as shown in Fig. 499. 

The ledges and braces Bhown in this 
figure are bevelled or beaded, and the 
boarding is ploughed, tongued, and 
beaded on both sides. 

The braces should be fixed so as to 
inchne downwards toward the side on 
which the door is hung. 

The beads on the inside of the door 
are often omitted, but are just as much 
req^uired there as on the outside, to 
conceal the joints when the boards 
shrink. 

has a bead mn round its inner edge to 

!n it and the door. 



Fig. GOOl 
in Pigs. 499, 500 is arranged to open 
t common ledged door are dotted in Fig. 497 to show 
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inwards, Uie lebate in the frame being made of a depth et^ual to 
the united thicknesses of the boarding and ledges, as shown in 
Fig. 500. 

Sometimes the frame is rebated to a depth only sufficient to 
receive the boarding alone. In which case the hinges are fixed 
upon blocks attached to the frame, the surfaces of the blocks 
being flush with those of the ledges. 

A Framed and Braoed Door.^ — This door consists of a frame 
strengthened b^ a middle or lock rail and di^onal braces, the 
edges of which are stop-chamfered to give them a light appear- 
ance, as shown in the internal elevation Fig. 502. 



a* 



rH-T^'- 



Fig. GOl. Exiemal EUvatim. Fig, 502. IiOemal Etetalxon. 



Fig. 503. Framed and Braced Door. 

The ends of the braces are tenoned into the styles and rails as 
shown ; the upper ends are frequently made to abut partially 
upon the styles, but this has a tendency to force them off the 
rails. The braces should therefore be connected at the upper end 
with the rails only, as shown in Fig. 502. The lower ends may 
abut partially upon the hanging style, and they are sometimes 
kept entirely clear of the rails. 

The braces and lock rails are thinner than the remainder of 
the framing by the substance of the boarding, which lies against 
them and is nailed to them. 

' SometimeB c«ll«d Framed, Ledged, ftod Brac«d. 
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temal doors the bottom rail is generally covered by the 
r, so as to be invisible from the outside. This enables the 
get clear away, instead of being caught by the bottom 

Ig. 502 the framing is stop-chamfered, and the boarding 
d, tongued, and V-jointed on both sides. The door opens 
s, and ia hung with hook and eye hinges. An enlai^ed 
of part of this door is given in Fig. 487, p. 237. 
'amed and Iie<^^ Door is like that shown in Fig. 502, 

the braces. 

illed Doora consist of a framework of narrow pieces of 
lickness put tc^ether with mortise and tenon joints, and 

on the inside edges to receive the panels. 
504 shows the elevation o£ a four-panelled door, and Fig. 
it of a door with six panels. 

508, 509, 510, 511 are horizontal sections taken through 
sis identified in elevation by the same letters. Figs- 509a, 
■e parts of Fig. 509 enlarged. 

horizontal bars of the framing are called " Sails," and the 
bars "Styles" The centre style is also called a 

six-panelled door the uppermost horizontal bar is the Top 
le next below is the Friax Rail, the next the Lock (or 

Bail? and the lowest the Bottom Rail? 
two highest panels are the Friese Panels, the two next the 
Fanels, and the lowest the Bottom or Zcwer Bands. 
Top Bail and Frieze Bail are generally of the same width 
^yles and Munting (about 4^ inches) ; the Lock and Bottom 
■e about twice, or frequently rather more than twice, as 

the others. 

centre of the lock rail should be about 2 feet 6 inches 
he ground, so that the lock may be at a convenient height 
hand. 

I four -panelled door there are no Frieze Panels. The 
ost panels are the Upper or Top Fajiela. The Frieze Bail 
omitted, the other parts being named in the same way as 
lix-panelled door. 

number, relative size, form, and position of the panels is 
in different doors according to taste and to the purpose for 
<hey are intended. 
tUtn, or Moiailiiig. Sc. Mmailer. * Sc. Belt Eait.  Sc. Sole Sail. 




Fig 604 Fig G06 Fig 506 



Fg 508 

C D 

Fig 609 




' It will be nndentood nith rafenuce to tha above figures and those on Fkte XI. 
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six-panelled doors the frieze panels are often of oblong form, 
; wider than theii height, and the four lower panels nearly 
. in size to one another (see Fig. 5 1 3). Sometimes the 

panels are placed in the middle of the door. 



ETHOD OF PUTTIMG A DOOK TOGETHER. Fig. S I 3 sllOWS the 

Dd of putting together a "six-panelled square-fram-cd door." 
mparison of this figure with the horizontal section of a 
e-framed panelled door given in Fig. 508, and with Plate 

>p<»it« panels on tbe gams aide of a door are never made to differ from one 
r aa G H do. Tbef are Bbown so here and in Plate XI. in order to include 
different kinds of panels in one illostntion. 
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XI., will clearly show its construction. The mouldings are 
omitted in Fig. 513. 

The figure shows one style of the door detached^ the other is 
in position, and supposed to be transparent, in order to show the 
construction of the tenons which fit into it 

The rails and styles are continuous throughout their length; 
but the munting is divided into three parts tenoned in between 
the rails. A portion of the door is broken away to show the con- 
struction of the munting between the bottom panels. 

It will be noticed that the styles are longer than the height of 
the door, have projecting "horns** (HH) which extend above and 
below the bottom rails. These horns are left until the door is 
wedged up, in order that there may be sufficient substance to 
resist the pressure of the wedges, which would otherwise, pressing 
in the direction of the grain, force out the wood beyond the mor- 
tise in the style, and destroy the joint. 

These horns are, of course, removed when the door is finished 
and cleaned off ready for hanging. 

The ends of the rails are formed with tenons of different kinds, 
as shown in Fig. 513. These fit into mortises in the styles, and 
are there secured by wedges. 

The top rail has a single haunched tenon at each end, the 
frieze rail a common tenon at each end, and the bottom rail a 
double tenon at each end. 

The lock rail is provided at dt with a double tenon, strength- 
ened by a haunch (A) between them ; thus the necessity of a very 
large mortise (which would cut the style nearly in two) is avoided. 
When an ordinary mortise lock is used for a thick door, that end 
of the rail in which the lock is to be fixed should be provided 
with four tenons, as shown at M ; between these there is room 
for the lock, which can be inserted without interfering with the 
tenons. The construction of this joint is shown in the figure, a 
portion of the style having been broken away in order to show 
the tenons more clearly. 

The common practice, however, is to make an ordinary double 
tenon in the centre of the framing, like that at dt, the result 
being that the formation of the mortise for the lock cuts away 
portions of the tenons, and weakens the joint Small mortise 
locks are made to obviate this difficulty. 

The inside edges of the styles, munting, and rails are grooved 
down the centre about ^ indti deep and for ^ of their width to 
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receive the panels. The edge of the panel (X, Fig. 5 1 3) is shown 
in dotted lines. 

The door having been made, the tenons carefully fitted to the 
mortises, etc., it ia put together without any fastening, and left 
until immediately before it is required to be fixed, in order that 
it may have as long a time as possible to season. 

Before being fixed the door is taken to pieces, the mortises 
cleared out, the tenons covered with glue, the styles, munting, 
and rails tenoned into each other, and the panels inserted. The 
deal wedges {w w) are then dipped in glue and driven in as shown, 
on each side of the tenons, the flat part of the wedge being next 
to the tenon. 

In Fig. 513 the wedges securing the frieze rail are shown as 
originally fixed. Those for the top and bottom rails have been 
cut off flush with the style; this is shown so for the sake of 
illustration, but in practice it i& not done until all the parts of 
the door are put together and " wedged wpj' 

The door should then be laid upon a flat firm surface till the 
glue is dry. 

In high-claas work with hard woods to be left unpainted the tenons of the 
laOs and the mortises to receive them are stopped short of the edge of the 
styles so that they may not show. The tenons may be secured by fox- 
wedging, but when they are well fitted this is not necessary, thin glue being 
sufficient to hold the work.^ 

Plate XI.^ gives elevations and sections of another six-panelled 
door, with different kinds of panels and one style removed. It 
requires no further description after that already given of Fig. 

S13. 

The different desoriptions of Panelled Doors are distinguished 

by technical names expressing their thickness, the number of 

panels they contain, and the kind of panelling. 

The doors in Figs. 504 to 512, and that in Plate XL, are 
each shown with two or three different kinds of panels, but it 
will be understood that this is only to save repeated illustrations. 
As a rule,^ all the panels on the same side of a door are of the 
same construction, though frequently those on the front are more 
ornamented than those on the back of the door. 

By combining the information contained in the figures, the 

^ 8,M.E, Course, 

^ There are, however, exceptioiis to this rule, as, for example, in Fig. 524, where 
the upper panels are moulded hoth sides, hut the lower panels have a bead-flush 
front for strength. 
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student will be able to draw several varieties of doors. The 
names of some of these, and a reference to the figures from which 
they may be constructed, is now given, and is arranged for con- 
venience in a tabular form. 



1 


A ^___..,, 


2 

i . . . 




s 




4 
Appeannoe of Panels 
in Elevation otFrmUy 


Description of Door. 


Amngemeni. aaa 
Sixe of Panelt. 


Section of FaneU. 


Size and Arrangement 

being as described 

in Ool. 2. 














l)-inch Four-panelled — 














Square framed 


As in 


Fig. 604 


Like AB, Fig 


.608 


Like AB, Fig. 604 


Bead butt and square 


)• 


„ 604 


If 


Cf t. 


609 


„ CD, „ 604 


Filled in solid, bead butt, 














and back chamfered 














flush .... 


If 


M 604 


tt 


D. „ 


609 


,. CD. „ 604 


2-inch Six-panelled — 
Moulded and square 














a 


,. 607 


If 


E, „ 


610 


„ EF, „ 607 


Moulded on both sides 


it 


,. 607 


tt 


F, ., 


610 


,, EF, „ 607 


Bead flush and square 
Raised and moulded panel 


it 


» 607 


f t 


Cf ), 


609 


11 IK, ., 507 








and „ 


612 




with moulded rising 














both sides . 


tt 


„ 607 


tt 


G, M 


611 


., G, „ 607 


Raised panel and square 














rising, back square . 


f» 


M 607 


»» 


H, ,, 


611 


M H, „ 607 


2 -inch Six -panelled door 












Two lowest panels 


hung folding, four 












like IK, Fig. 507; 


upper panels moulded 
both sides, bottom 












the other panels 












like those m Fig. 


panels bead flush and 












626. 


moulded back . 


II 


„ 626 


Figs. 623, 


624 


J 



A Two-leaved or Folding Door is hung in two flaps, one on 
each side of the opening. 

Figs. 523, 524, 525 show respectively the plan, a vertical 
section through the panels, and the interior elevation, of a six- 
panelled outer door — hung folding — with a fanlight over it. 

The piece framed in between the door-posts, separating the 
fan-light from the door, is called a Transom. Its upper surface 
is weathered outwards, and the joint between it and the fan-light 
is sometimes secured by a water bar or stepped so as to prevent 
the entrance of wet. 

The four upper panels of the door are moulded on both sides, 
while the two lower panels are made bead-flush on the outside, 
so that they may be thicker and stronger. 

In the example given the wood linings are secured to plugs let 
into a rough axed arch, shown in section. Fig. 524, and partly in 
elevation (Fig. 525), some of the plaster, etc., having been removed 
80 as to expose it A concrete lintel or wood lintel with relieving 



il 






*.v 



% ,'t ,' 



1 
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arch luay be used instead of the rough axed arch to support the 
wall above the door. 

In this illustration the joints and soffits of the opening are 
covered by wood linings, the description of which does not fall 
within the Elementary Go\irsa When there are no linings the 
frame is grooved to receive the plastering of the wall, as in Figs. 
Soo, 541. 

To prevent wet from getting in under the door, the step should 
be well weathered and not too wide. The riser of the upper step in 
Fig. 524 might be flush with the face of the door frame. In many 
cases a weather-board, such as that shown in Fig. 552, is added. 

Another plan is to form a recess about 1^ inch deep in the 
step and floor,. close to the inside of the door, to receive a door 
mat. Any slight amount of wet that is driven in finds itself 
under the mat, and is not noticed. All very exposed external 
doors should be protected by porches. 

The joint formed by the meeting of the leaves may either be 
simply rebated and beaded, as shown in Fig. 523, or it may be 
further secured by a detached " cocked bead and fillet " planted 
on each side, as in Fig. 526. 

Double-Margined Doors are hung in one flap, but have a bead run down 
the centre, so that they may look like doors hung " folding.'' 

Sash Doors have their upper portion glazed. The styles of 
the glazed portion are often made narrower than those of the 
panels below, and are then described as " diminished styles** In 
this case the joints between the ends of the lock rail and the styles 
are cut obliquely instead of being vertical, l)y which more light 
is obtained, and the sash portion of the door is given a lighter 
appearance. 

Plate XII. gives a part elevation and details of a sash door 
with styles, diminished at X. When the glazed portion of the 
door is divided into smaller panes the styles are often consider- 
ably diminished so as to look like those of a sash. 

In Fig. 527 the transom T is continuous from wall to wall and tenoned 
into the side uprights, which rise to the ceiling and are there tenoned into the 
head. The mullions (M) have stub tenons fitting into mortises on the under 
side of the transom. 

The framework of the side lights is housed into shallow grooves in the side 
posts or mullions. 

The fanlight at the top of the door is kept in position at the sides and 
top by moulded fillets// screwed to the frame, the bottom rail of the fanlight 
is connected with the transom by an iron tongue (Fig. 528). 
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Jib Doors are made in appearance exactly like a portion of the wall of 
the room, the chair rail, dado, etc. (if any) being carried acroas the door. 
They were made use of for the Bake of uniformity of appearance in a room, 
to save the exi>ense of having a second door to match one neceeearily fixed 
for use, hut are almost ohsolete. 

Sliding Doors have metal wheels fixed upon either their top 
or bottom rails : these wheels run upoD iron rails Exed above or 
below the door, which moves laterally. 

^<s- 5 30 ' ^ the section of a door suspended from hanging 
rollers, and Fig. 531 of a door running on bottom rollers. 




Fig, B30. Fig. 531. 

Door Frames. — There are several ways of hanging doors, but 
this course extends only to the consideration of those hung in 
solid door frames. 

Solid Dook Frames consist of two posts, whose upper extremi- 
ties are tenoned into a " head " or " lintel," and whose feet may be 
furnished with cast-iron shoes*(aee Figs. 524, 532), each having 
a projecting stud in the bottom which fits into a ^11 of hard wood 



Mtaloguo of Messrs. Rownaon, Drew, and Co. 
1 aud a elate dowel or a rouud cast 
substituted for the cast-iron shoe. 



' From the ( 
- A piece o; 
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or stone. It is better that the frame should in external doors 
rest upon a stone step, as in Fig. 524, for wood sills soon 
decay. 

The frame is either built in as the masonry progresses, or 
recesses are left, into which it is afterwards fitted. In the former 
case the ends of the head are allowed to project beyond the width 
of the door and posts, forming ** horns " (H H, Fig. 532), which serve 
to keep the frame steady in the masonry. Unless the horns are 
very long, the mortises are sometimes cut through to their 
extremities, as shown in Fig. 532. 




Fig. 632. 

These horns built into the masonry are liable to rot^ and may with advan- 
tage be cut off and the joint formed with an ordinary mortise and tenon 
joint, wedged. 

The head of the frame must be fixed by being nailed to wood 
plugs in the wall or by being wedged into a chase in the 
wall. 

The posts and head for ordinary door frames will fit con- 
veniently into brickwork if they are made 4^ inches square. 
They are, however, frequently made of much lighter scantling, in 
which case the recesses to receive them should be diminished 
accordingly, or spaces will be left behind the frame which are 
seldom solidly filled in. 
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The scantlings of solid doorframes should vary according to the width of the door 
they have to carry ; as they are supported throughout they are not affected by the 
height of the door. ^ 

Width of opening. Scantling. 

ft. in. ft. in. in. in. 

23 to 30 4x3 

30 to 54 5x4 

54to70 6x5 

A rebate is formed round the inside of the posts and head, 
into which the door fits when shut This rebate is worked through 
the whole length of the head to the extremities of the horns, the 
tops of the posts being fitted accordingly. 

Tlie inside edge of the rebate on the frame is generally beaded or cham- 
fered, 80 as to give a finish to the joint between the door and the frame. 
This bead is not shown in Fig. 532 (see Fig. 523). 

Any rebate, chamfer, or bead on the posts should be continued upon the 
cast-iron shoes where these occur. 

The soUd frame is generaUy used for external doors, and its 
position in the wall is varied according to circumstances. 

The frame itself is secured to the masonry either by being nailed 
to wood plugs, as in Fig. 498, to wood bricks, as in Fig. 500, or by 
being fastened .to forked wrought-iron holdfasts built in, as in Fig. 
503, and secured to the frame by a bolt and nut, as in Fig. 534. 

In some cases the frame is simply attached to the inside of 
the jambs of the opening without any reveal, as in Fig. 498 ; but 
in order to make a firm job, sinkings or recesses to receive the 
frame should always be formed in the wall. 

When the door is required to open outwards and fold back against 
the wall, the frame is inserted in recesses formed in the exterior 
angles of the opening, so that the front face of the frame is flush 
with that of the wall. An example of this is shown in Fig. 503. 

External entrance dcxyrs of houses are, however, usually made to 
open inwards, the fraine being fixed in a recess formed on the 
inside of the wall, as shown in Fig. 533, so that the masonry of 
the reveal prevents the wind and rain from penetrating between 
the frame and the wall. 

The reveal shown for the external door in Fig. 523 is only 4^ 
inches thick, but unless there is a porch or other protection in 
front of the door it is an advantage to leave aa great a thickness 
as possible of masonry in front of the frame, in order that the 
door may be protected from the weather. 

* S.M.E, Course, 
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Internal doorways iu ordinary houses generally have their jambs 
covered or lined with wood (see Fig. 523); bat in veiy common 

'\ A 



Fig. 533. External Doonmy. 
buildings the linings are omitted. Moreover, in superior buildings 
of considerable size and massive construction, the jambs are fre- 
quently left with the masonry or brickwork showing. 



chamber 
Fig. 534. lattmal Dcormay {urUhoiU Jamb Linings). 

^S- 5 34 illustrates such a case. It is taken from the New 
Law Courts, 

WINDOWS. 

General Remarks. — Windows may be merely opeoings in walls, 
generally that, or they may be projected from the general surface 
of the wall as bay vnnd&ws, oriel vnndows, etc. 

We have, however, in this course to deal only with the con- 
struction of the sashes and frames, and these should always, if 
possible, be flat, in order to avoid the expense of forms curved in 
plan, curved glass, etc. 
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SiseB. — The sizes of windows are regulated both by their 
external appearance and by the arrangements required for light 
and ventilation in the rooms. 

Several rules are given by different writers for the sizes as 
regards external appearance. These need not here be entered 
upon. The undermentioned may be useful to regulate the size 
as regards internal arrangement.^ 

The area of light ahoald= V cubic contents of room. — Morris, 

The breadth of window =^ (width of room + height of room). — Chambers. 

The height generaUy from 2 to 2^ times the breadth. 

There shoald be 1 foot superficial of window space to every 100 or 125 cubic feet of 

contents of the room in dweUing-honses, or 1 foot superficial to 50 or -55 cubic 

feet in hospitals. — Gallon, 

The window sill should generaUy be about 2 feet 6 inches from the floor inside. 

Windows should (as nearly as the construction wiU admit) reach to the ceiling, for 

the sake of ventilation. 

Sashes and Frames. — Windows consist of two parts — (1) The 
sash or sashes (including the bars) which hold the glass ; (2) The 
frame carrjdng the sashes. 

The sashes may be fixed, arranged in several different ways 
(see p. 265). 

The frames may be solid or hollow. The latter (which are 
called " hoxed or cased franves ") are required to receive the counter- 
weights when the sashes are hung over pulleys. 

N.Bn — In the figures illustrating this section the parts are marked with the 
distinctive letters mentioned below : — 



A 


. . Architrave. 


psl. . 


Parting slip. 


B 


Bracket 


8 . . 


Styles. 


b 


. . Batten. 


SS . 


Stone sill. 


bl 


. . Back lining of sash frame. 


SL . 


Stone lintel, or window head. 


br 


. . Bottom rail of sash. 


SF . 


Solid frame. 


c . 


. Capping. 


a . . 


Sash bar. 


f 


. Fillet. 


si . . 


Sash line. 


y 


. . Ground. 


sk . . 


Skirting. 


H 


. . Head of sash frame. 


t . . 


Throat 


h . 


Hinges. 


a . . 


Top lining. 


ib 


Inside bead. 


tr . . 


Top rail of sash. 


il 


Inside lining of sash frame. 


w . . 


Weights. 


I . 


Tiaths. 


WB . 


Wood brick. 


7iir 


Meeting rails. 


wb. . 


Water bar. 


ol 


. . Outside lining of sash frame. 


20p. . 


Wood plug. 


OS . 


. Oak sill. 


WL . 


Wood Untel. 


p . 


Plastering. 


WiBd 


Window board. 


Pp 


Pocket piece. 


X . . 


Wedge. 


p ' 


. Pulley. 


y • • 


Do. 


pb. 


Parting bead. 


Y . . 


Rough axed arch or concrete 


pa . 


Pulley style. 




lintel. 



^ From NoUs on Practice of Building^ printed at Chatham. 
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SASHES. 



The diflferent ways in which window sashes may be arranged 
are as follows. 

Methods of Arranging Sashes. 

{a) Fixed, so that they cannot be opened, see Figs. 541 to 543. 
Q)) Hinged on either side, so as to open like a door in one leaf 
or two, see Figs. 550 to 552. 

(c) Hinged on either the top or bottom rail. 

(d) Suspended hy lines over pulleys with counterweights, so 
that they slide up and down, see Figs. 545 to 549. 

(c) Sliding laterally in a vertical plane, or sliding backwards 
and forwards in a horizontal or almost horizontal plane. 

(/) Hung on pivots near their centres, see Fig. 540. 

The construction of sashes will first be explained, then that of 
the frames in which they are hung, and then the method of 
hanging. 

Construction of Sash. — The sash itself is of nearly the same 
construction in all these cases. 

Fixed Sashes and Hinged Sashes (see Figs. 541 and 551) 
consist simply of rails (r) and styles (s) framed together, and sash 
bars (sb), the spaces thus formed being intended to be fitted in 
with glass. 

Double hung or Suspended Sashes. — Fig. 535 shows the 
construction of an ordinary pair of sashes which are to be hung 
so as to slide past each other up and down, as described at p. 271, 
and illustrated in Figs. 545 to 549. 

It will be seen that the rails (r) and sash bars (sb) are tenoned 
into the styles (s) and wedged. In consequence of the narrowness 
of the meeting rails (mr), their tenons have to be the full width of 
the r£tils, and therefore the mortise has to be cut through to the 
end of the style, leaving no wood^ on its outer side, see Fig. 535. 
The joints between the sash bars are explained at p. 267. 

In some cases the lower ends of the styles of the upper sash 
are continued beyond the meeting rail (mr), and furnished with a 
moulded h^om (A, Fig. 536). This strengthens the joint by pro- 
viding an outer side to the mortise and prevents the meeting rail 
from striking the sill when the sash is lowered. 

^ A temporary horn is left on which the sash is wedged up, one wedge heing used 
as at M, Fig. 535. 
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Sash Bars. — In a fixed sash the vertical sash bars are tenoned 
into the top and bottom rails, and run continuously between 




mr ^ 



Fig. 635. Sashes to he double hung. 

them, being mortised to receive the horizontal bars, which are cut 
into lengths and tenoned in between them. 

When a sash is to be hung, those bars that are in the direction 
of the blows or jars it will receive when it is opened or closed, 
should be made continuous, and the other bars cut and tenoned. 
Thus, in a sash to slide up and down, the vertical bars, and in a 
casement the horizontal bars, are continuous. 

Fig. 537 is a plan of the junction of a vertical and a horizontal 
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sash bar for a sliding sash known as franking. The vertical bar, 
(V V) is not severed, but merely mortised to receive the tenons {( t) 
formed on the ends oF the portions of the horizontal bars (H H). 
These latter are scriied, as shown from a to 6, to fit the moulding 



Fig. 637. Fig. S37a. 

(<; d) of the vertical bar. The tenons are sometimes made the full 
width of the square (xy) of the sash bar, as shown in Fig. 538. 
When the mouldings of the sash bar form an angular edge as in 
the lamb's tongue moulds, or fre- 
quently in superior work, the joint is ,.-0^ 
■mitred instead of being scribed — that g^^^^^^^ 
is, an angular notch is cut upon the \^^^^ 
vertical bar, and a corresponding angle 
formed upon the end of the horizontal 
bar to fit it, as shown in Fig. 5 3 8.' 

In very good work the joint is 
further secured by a dowel inserted * 

between the horizontal bars to assist the tenons. 

The sash bars have a double rebate (rr). Fig. 537«, on the 
outside to receive the glass, and a similar rebate is formed all 
roujud the outside of those edges of the styles and rails which are 
next to the glass. In Fig. 537, the glass, blether with the putty 
which secures it, is shown on the right side of the sash bar. 

Scantlings of Sashes. 

Sashes are generally from 1^ to 2 inches thick. The rebates 
have a depth bom the face equal to about ^ the thickness of the 
sash for ordinary glass, but greater when plate glass and fillets 
are used (Fig. 528). The width of the rebates is about ^ inch. 

The lower rail of the upper sash and the upper rail of the 
lower sash {mr mr) are called the " meeting rails." They are 
made wider than the others (each by the thickness of the parting 
head), and are bevelled off, as shown in Fig. 545 (or, in some 
cases, rebated), so as to fit closely where they meet 

The styles and top rails are generally about 2 inches wide, and 
' From S.M.E. Courac. 
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the meeting raUs (in order to obstruct the light as little as possible) 
about 1^ inch. The bottom rail for extra strength ia made deeper, 
generally 3 to 4 inches, and has its under side bevelled (Fig. 54S). 
and sometimes also throated or checked (Fig. 539), to fit the 
oak sill. 

The lower surface of the bottom rail should in the best work be 
checked out to fit the oak sill (see Fig, 539), and its back edge 
slightly splayed, so as not to strike the inside 
bead as the sash is lowered. The outer side of 
the inside bead may also be splayed to fit the 
lower side, so that the joint between them is 
tightened as the sash descends. 

Occasionally the throat is formed nearly on 

the extreme froiit edge of the bottom rail, as 

shown in Fig. 540, so that when closed it is 

Fig. 639. Outlaid immediately in front of the throat upon the oak 

Soit^ Sail. gyi described at page 270. 

When there are two sashes, as in Fig. 545, the under edge of 

the top or meeting rail of the lower sash is grooved instead of 

being rebated. A reference to Fig. 545 will show that this 

is necessary, in order that the meeting rails may be of the same 

thickness where they come in contact. 

The inside of the sash bars, styles, and rails may be left square, 
moulded, bevelled, or chamfered, according to taste. 

An example of a bevelled or chamfered bar is given in Fig. 
S 4 1 , and a moulded bar is shown in Figs. 537 and 5 44. A 
square bar is rectangular in section, nob ornamented in any 
way. 

Fixed Sashes are put into solid frames, close up against the 
rebate, and screwed thera A bead stop is sometimes fixed on 
the outside to keep the joint between frame and sash more secure. 
Fanlights are sashes, generally fixed over a door, as shown in 
Figs. 524, 525, The sash is necessarily on the same side of the 
frame as the door, in order to be in the same plane with the 
hitter. 

Sashes huno oh Centres. — These are hung " Biugl« " in «i1id frames 
(eee Fig. 540). 

The saah has pivots fixed on the etylea in prolongatio: 
axis. These pivots fall into slots in Binall ii 
leceive them. 

If it is required that the window should fall to and close itself, the pivots 
are placed slightly above the centre line. 
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When the window ia opened the lower part should move outwaida, as 
ahown in Fig, 540. 



Fig. 540. Saeh HKitg im Centrte. 

In this BBsh the horizontAl bars (if any) extend continuoualy ocroBS, being 
mortised to receive the vertical bars. In large eaahes a centre rail may be 
introduced. 

This window is made water-tight by the fgllowing arrangement : — 

A bead is fixed on the upper half of the outside, and on the lower half of 
tlie inside of the frame against which the sash abuts ; the remaining portion 
of the bead is fixed upon the sash itself, so as to show a continuous bead 
when the window is shut. 

Instead of fixing separate beads upon the fiame, it is sometimes rebated to 
answer the same purpose. 

Sashes hung in this manner are well adapted for windows out of reach, as 
they can be opened and shut &om below by cords. 

Sashes blidikq laterallt are seldom required. Those which move in 
a vertical plane may be arranged to move on rollers between beads on a 
solid frame, or the under aide of the sash may be deeply grooved so as to 
fit over a water bar fixed in the sill. 
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Sashes sliding in a horizontal or nearly horizontal plane may alfio run on 
small rollers. An example of them is given in Part II. in connection with 
skylights. 

WINDOW FRAMES. 

It has already been mentioned that window frames are of two 
kinds, t.e. solid and Jiollow, the latter being known also as toxed 
or cased. These will now be described in turn. 

The Solid Window Frame is very simple, consisting, like that 
of a door, of a head, two posts, and a sill. 

A rebate is run all round the frame to receive the sash, as it 
shuts against it, or a stop may be nailed on to fulfil the same 
object. 

If the sash is to be fixed, the rebate should be on the outside 
of the frame, as in Fig. 543, for then the pressure of the wind 
tends to tighten the joint between them ; but if the sash is to be 
movable, the rebate may be either outside, as in Fig. 543, or 
inside, according to the way the sash is hung. 

It is a very common practice to fix solid frames with the rebate inside, as 
it is often convenient for the sash to open inwards ; but it is an advantage 
to have the rebate outside if possible, for in that case any water which finds 
its way in between the sides of the frame and the sash is stopped by the 
projection of the rebate, against which the sash shuts, whereas when the 
rebate is inside, any water penetrating at the sides is conducted downwards 
until it reaches the sill and trickles over it into the room. 

The sill ^ (os, Fig. 543) is generally made of hard wood, such as 
oak or pitch pine, as it is much exposed ; its upper surface is 
bevelled to fit the lower rail of the sash, " weathered " to throw 
oflf the water, and frequently throated, as in Fig. 545, to prevent 
the water from being blown along it ; occasionally it is double 
throated, as in Fig. 540. 

In order to prevent the wet from working in underneath the 
oak sill, a metal tongue or " water bar " (wb) is inserted between 
it and the stone sill, as shown in Fig. 543, or a step is made 
in the upper surface of the latter, as in Fig. 540. This last 
arrangement is unusual and expensive. 

Figs. 542, 543 show the external elevation and cross section 
of a small fixed sash in a solid frame. The plan below (Fig. 541) 
is on double the scale of the other figures. 

"Boxed'' or ** Cased ''Frames. — In these the styles or side- 

^ So. sometimes called Sole, 
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posts of the frames are hollow boxes or *' cases/' so made in order 
to receive the weights which counterbalance the sashes. 
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Fig. 541. ^ixet^ Bask in Solid Frame. 

Cased Frames with Double-hung Sashes in a Thick Wall. 
— Fig. 544 is the plan and Fig. 545 the vertical section of a 
window with boxed frame and sliding sashes, double hung. 
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Fig. 546 is aa interior elevatioD of part of the sash and feline, 
with the inside lining removed, so as to show the interior of the 
case. 

These figures are necessarily broken into portions for want of 
space. 

The exterior elevation of this window is shown in Fig. 547, 
and the interior elevation in Fig. 548. Both of these figures are 
on a reduced scala 

Each box or case consists of the hack liniTig ' (6/). the inside- 
lining (jl), and the outside lining (ol), the side nearest the saah (ps) 
being called the "pulley style" because it carries the pulleys over 
which run the sash lines supporting the weights. 

These portions of the casing should be grooved and tongned 
together, as shown in Fig. 544, but in common work the grooves 
and tongues are often omitted. 



Fig. S4J. 

The upper end of the piUley style is dovetailed (or, more often, 
grooved) into the ?iead of the sash frame (H), and the lower end is 
housed into the sill, and there secured by a horizontal wedge (x, 
see Fig. 546). 

Down the centre of the pulley styles is formed a groo\'e, into 
which fits a narrow strip (^1), called the "parlini/ bead," because 
it separates one sash from the other.' 

' Sc. Eact boxing. 

' The parting bead ii sometimeB curled ronad tlie upp«r part of the frame, being 
attached to tho under Hide of the head, aa in Fig. 549. Thii ii ao advantage, aa it 
helps to taep the aaah steady, and to tighten the joint. 



B.C. — I 



SumUm tifut otlnkniu (A) 
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Fig. 646. pig. B48. 
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The parting bead is Dot fixed, as the outer sash cannot be pat 

in without removing it tempoiarily. 

The inside bead should be fixed vith screws, so that it also 

can easily be removed if required to put in or take out the 

sashes. 

The inside bead (t^) is made deeper than the thickness of the 

■""'-''' lining {U), BO as to cover the joint between the inside lining 
pulley style {ps, see Fig. 544). 

projecting end of the outside lining (oZ) is sometimes 
, as shown in Fig. 549. 

U be understood that there are two sashes — an upper and 
The upper sash slides in the outer half of the frame, 
the parting bead (p&) and the end of the outside lining 
B lower sash slides in the inner half of the frame, between 
ing bead (jib) and the inside bead {■3>). 
sUl is similar to that already described at p. 2V0. A 
formed in its upper surface to receive the lower end of 
ting bead. The penetration of water between it and the 
11 upon which it restA is prevented by a metal water bar, 
ously described. 

ipper parts of the styles of the sashes have grooves taken 
[leir sides about ^ inch square, and extending downwards 
inches from the top, to receive the ends of flax ropes or 
nes " (about ^ inch in diameter) ; these pass over iron or 
alleys (^pp. Figs. 545, 546) fixed in slots near the top of 
ley styles, and are attached to the weights (ww) which 
)alance the sashes. 

direction of the sash line in Fig. 546 is shown by the 
ina The lower end of the line, after passing through the 
in the sash style above mentioned, enters a hole bored 
y inwards for 3 or 4 inches in depth, until It meets a 
ole sunk in the side of the style, in which it is secured 
ot which is nailed to the style. This knot is not shown 
$46, as it would occur just where the figure is broken, 
veights are of common cast iron, 14 to 24 inches long, 
er circular or rectangular in section. The weighte should 
her sUghtly lighter than the sash, and they hang in Uie 
eing separated (to prevent them fouhng) by the parting 
si), which may be either of wood or zinc, 
ipper end of the parting slip is passed through the head 
' SometimM ulled Ptndulam Slip. 



of the frame and saspended by a naU diiveii thiough it, as showa 
ID F^. 546. 





^^tj^'H^^ 


^ 

£ 


= 


— 




~^i 






Si 












This hole is called the " pocket," and is covered by a flush lid 
or "pocket-piece,"^ the lower end of which is rebated, and the 
upper side both rebated and undercut, so as to fit into the pulley 
style (see -Pp, Fig. 546). 

The pocket is sometimes placed in the centre, immediately 
behind the parting bead, as in Fig. 545> l»it it is more convenient 
and easier to open if placed in the pulley style, forming the face 
of the inner box, so that it is just behind the lower sash when 
closed. 

To open the window the lower sash is thrown up or the upper 
one pulled down, or both. When the window is closed, the 
sashes are secitred in position by a small clip or sash fastening 
fixed on the meeting rails. 

In the example shown in Fig. 54$, the inside lining above the 
head is stiffened by a bracket, B ; very often a small block is placed 
 Ir. Foxing. 
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in each of the lower corners for the same purpose, as in Fig. 

549. 

As this part of the Course does not include linings of any 

description, the case selected for illustration in Figs. 544, 545 

is one of a window in a thick wall of a somewhat inferior 

building. The jambs inside the window are merely plastered, 

whereas in a superior building they would be lined, as described 

in Part 11. "" 

The ledge formed by the thickness of the wall within the sill is, 
however, protected by a window board ( Wi Bd) tongued into the 
back of the sill, and grooved to receive the edge of the plastering. 

The inside lining is also grooved for a similar purpose. 

Cased Frame with Double-hung Sashes in a Thin Wall. — 
Even in superior buildings windows may necessarily be fixed with- 
out linings. This occurs when the wall is thin, affording barely 
space for the boxed frame, together with a sufficient thickness of 
brickwork for the reveaL 

^^g- 549 is a section of the upper portion of a window, in 
9-inch brick wall. 

The joint between the inside lining and the plaster is covered 
by an architrave (A), the description of which does not fall within 
the limits of this course, but will be given in Part IL 

The frame is secured in position at the sides by being nailed 
obliquely through the inside lining to wood bricks built into the 
reveal, and at the head by being nailed through the inside lining 
to the wood linteL 

In this case the head is furnished with a top lining (tl) ; the 
inside lining is secured to this and to the lintel, and a bracket 
similar to that in Fig. S4S is therefore unnecessary. 

It will be seen that Figs. 545 and 549 give illustrations of the 
different methods in which the weight of the back of the wall 
above the opening is supported. In Fig. 549 there is a wood 
lintel (WL), relieved by a rough segmental arch of the description 
shown in Fig. 99. In Fig. 545 Y is a flat arch for which a 
concrete beam is sometimes substituted, thus in either case dis- 
pensing with the wood lintel, the evils of which have been 
pointed out at p. 11. 

If the method illustrated in Fig. 549 were applied to the 
thicker wall shown in Fig. 545, two lintels of wood or breeze 
would be required to support the back of the wall above the 
opening. Such a case is shown in Fig. 543. The under sides 
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of the wood lintels are either hacked or latbed to form a key for 
the plaster sofBt ; or in superior work they are 
covered by a wooden soffit lining, as described 
in Part II. 

SiNQLE-RUNO Sashes. — These sre constructed m 
exactly the Bame manner aa those juat deecribed, and so 
are the frames to contain them ; but the upper aash, 
instead of being BUBpended, is fixed, and prevented from 
descending, by stops nailed under its bottom rail, the 
lower sash only being hung with counterbalance weights, 
aa above described. 

In some casea, however, it is more convenient to fix 
the lower sash, the upper one being himg in the usual 
manner. 

Fixing Cated Frama in Positum. — Cased frames are 
generally secnred in position by wedges, or pairs of 
wedges, driven in at the sides between the back linings 
of the boxee^ or cases, and the masonry j and at the head 
by wedges between the top of the frame and the soffit "8- *  

of the relieving arch or lintel. (These last-mentioned wedges should be 
driven in over the pulley styles, so that they may not bear upon the tun- 
supported part of the head of the frame and cause it to bend.) The frame 
should, however, be made more secure at the sides by being nailed ohUquely 
through the inside linings, and wedges where tliey occur, to plugs, wood hrick«, 
or breeze fixing blocks inserted at intervals in the masonry or brickwork (see 
Figs. 95, 96, 544), and at the top by being nailed to plugs iuaerted in the 
inner flat arch, or directly to the 
concrete or wood lintel, according to 
the construction adopted. When the 
inside lining is attached to the wood 
lintel, it should be nailed only near 
the ends of the lintel where it bears 
upon the wall, so that the lintel may 
be free to sag in the centre without 
bearing on the frame. 

Cased frames are often built in as 
the walling progresses, in which case 
the head should be made longer than 
the width of the frame, so as to form 
Aimu somewhat similar to those of the 
solid door frame shown in Fig. $32, 
but much sounder work is made if the 
frames are fixed after the brickwork 
is complete; screeds can then be run up 
to which the frame can be accurately 
fitted. 

Vtmxdlx or Casement Windows are those in which the sashes 
are hinged vertically and open like a door. 
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In exposed places they should be made to open ontwards, as 
then the wind pressing upon them from the outside only makes 
them close more tightly. 

The frames for these windows are solid, having a rebate cut 
round the outside to receive the sash. 

The back of the hanging style of the sash is generally shaped 
I formed in the &ame, as shown 
the joint as tight as possible 
horizontal bars, the vertical bars, 

et from entering these windows, 
folding in two leaves, 
hods have been devised ; among 
on one style and corresponding 
into it, as shown in the figure. 




,ed by a cocked bead (eb) planted 

The frames of casement win- 
dows are often placed so as to 
be flush with the face of the 
wall, in order that the sashes 
may fold back against the wall 
when open. 

When a casement window 
extends down to the floor it 
becomes in fact a glass door, 
and is often made to open in- 
wards ; in such a case it is 
very difficult to keep water 
from entering between the foot 
of the door and the sill, which, 
if rabbeted, is so necessarily 
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on the inside. To overcome this objection several different plans 
have been adopted. 

One of these is shown in Fig. 552. The rain is prevented as 
much as possible from beating in at the joint by a moulded and 
throated weather board, and by a metal water bar fixed in the 
oak sill. Any wet that may penetrate between these is caught 
in the groove formed in the sill at the back of the water bar, 
and conveyed away through a hole bored in the oak sill as 
dotted. 

In this arrangement the water bar is rather in the way of any 
one entering the door. To avoid this it is often omitted, or " self- 
acting water bars " are used. These are attached to the lower 
rail of the sash, move with it, and when it is shut, turn over to 
secure the joint. Any detailed description of these contrivances 
would be beyond the range of this Course. 

In order to get rid of the water penetrating between the 
frame and the sides of the sash, the rebate in the former is 
grooved down the centre, and a similar groove is formed down 
the side of the style of the sash. These two grooves meeting one 
another form a channel down which the water runs into the 
groove behind the water bar aboved noticed. 

Furnitiire and Hinges. — The description of the diflferent kinds 
of furniture and hinges in use does not fall within the range of 
this course, but it is required that the student should know the 
position in which they are fixed (see Syllabus). 

Position of Furniture, — Doors. — The " furniture ^ of a door depends upon 
the situation and nature of the door itself. 

There are several kinds of locks and fastenings in use, of which a few 
only can here be mentioned, and none described. The former are fixed in 
or upon the lock rail, at a convenient height for the hand. The position 
for fastenings varies according to their description and the use for which 
they are intended. 

For ledged, framed and braced, or other common doors, the only furniture 
required is a NotfoUc or thumb latch and a rim lock. These are placed as 
shown on Figs. 497, 501, 502. 

For superior doors, such as those in the principal rooms of good houses, 
mortise locks, concealed in the thickness of the door, with spring bolts and 
ornamental knobs, are chiefly used, and also finger-plates (fp), fixed just above 
and below the lock on both sides of the door (see Fig. 507). The lower 
finger-plate is very often made smaller than the other. The small bolt knob 
shown in this figure has gone out of fashion ; when used its position varies. 
It is sometimes in a line with the large knob, or slightly above or below it, 
according to the make of the lock. 

The edge of the keyhole is often protected by a brass plate or escutcheon 
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screwed on over it, and having a hole in it a little larger than the keyhole. 
Dust and dirt are excluded bj the use of a small hanging cover (see Fig. 
507) pivoted above the keyhole. 

For common or external doors heavier locks are required. These are 
generally iron-cased rvm locks (see Figs. 504, 525), or for some doors wooden 
stock locks of an ornamental exterior are used. 

External doors require to be further secured by barrel bolts, either hori- 
zontal, or (when hung folding) by vertical bolts at the top and bottom, sliding 
into the head and sill respectively (see Fig. 525). 

Chain and barrel fastenings are also required on the inside of outer doors, 
in order that they may be secured when partially open. The plate at one 
end of the chain is screwed to the door frame, while a knob at the other end 
slides in a hollow barrel fixed to the door. 

Position of Hinges. — ^This is shown for the cross garnet hinges^ on the 
ledged doors in Figs. 497, 499, also for the hook and strap hinges in Fig. 501, 
and for the butt hinges^ in Figs. 504, 507, 525. 

In framed doors the upper hinge is fixed on the edge of the style just 
below the level of the lower edge of the top rail, in order to be clear of the 
tenon of the rail ; for the same reason the lowest hinge is placed just above 
the level of the bottom raiL When there are three hinges, the intermediate 
one is placed halfway between the others. 

The knuckle of the hinge may be placed so as to coincide with the bead 
on the door-frame, as in Fig. 525. This is often done in good work to 
preserve the appearance of the bead intact, but a very general practice is to 
let half the knuckle into the door, as in Fig. 507, the remaining half being 
let into the frame. 

To enter upon the different methods of fixing hinges would require long 
descriptions and diagrams ; the subject is a somewhat intricate one, and does 
not form a part of this course. 

Windows. — The different listenings in use for sashes, shutters, etc., are so 
numerous that it will be impossible to do more than notice one or two that 
are absolutely necessary. 

Sliding sashes require a spring clip or sash-fastener to keep the meeting 
rails in their proper position when the window is closed ; in some cases this 
is done by driving a thunibscrew through the meeting rails. 

The lower sash, if heavy, should be provided with small brass handles or 
lifts screwed to the lower rail. 

Casement windows require fastenings to secure the sashes when shut, and 
also to hold them back when open. The latter are fixed in the £ace of the 
wall when the sashes fold back upon it, but if they only open at right angles 
the fastenings are on the silL 

A common form in this latter case is a flat iron bar pivoted to the sash, 
with holes throughout its length which fit upon a pin fixed on the silL The 
position of the hole selected regulates the degree to which the sash is opened. 

When hung folding, a vertical flush bolt is required at the top and another 
at the foot of the style of the sash first closed. 

Sometimes there are top and bottom bolts connected by a rod, so 
arranged that the turn of a handle in the centre shuts both bolts, and also 



^ Sc. Cross-tailed hinges. ^ Sc. Edge hinges. 
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secures lilie sashes to one another. This is known as the " EspagnoletU 

Sashes hung on centres, when out of reach, have a cord attached to the 
top and bottom rails, and secured to a belaying pin below ; or, if they can 
be easily got at, they may be secured either when open or shut by the quad- 
rant fastening above described. 
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APPENDIX. 

EXAMINATIONS IN SCIENCE, SOUTH KENSINGTON. 
SUBJECT IIL— BUILDING CONSTRUCTION. 

Examiner — Colonel Seddon, It.E. (Bet.) 

General Instructions. 
If the rules are not attended to, the paper will be oanoelled. 

You may take the Elementary or the Advanced or the Honours paper, 
but you must confine yourself to one of them. 

Your name is not given to the Examiner, and you are forbidden to write 
to him about your answers. 

All figures must be drawn on the single sheet of paper supplied, for no 
second sheet will be allowed. 

All drawings must show a correct knowledge of construction. Neat, dis- 
tinct, and accurate pencil drawing to scale is required. No extra marks 
will be allowed for inking-in. Where only sketches are asked for, the pro- 
portions must be approximately correct, though extreme accuracy, as in 
drawings to scale, is not necessary. 

You are to confine your answers strictly to the questions proposed. 

Put the number of the question before each answer. 

Answers in writing must be as short and clearly stated as possible, and 
close to any figures to which they may refer. 

The value attached to each question is shown in brackets after the 
question. But a full and correct answer to an easy question will in all 
cases secure a larger number of marks than an incomplete or inexact answer 
to a more difficult one. 

A single accent (') signifies /««< ; a double accent (") inches. 

Questions marked (*) have accompan3ring diagrams. 

The Exarnmoition in this stLlyect lasts for four hours, 

1888. 

First Stage or Elementary Examination. 

Instructions. 

Read the General Instructions above. 

You are only permitted to attempt s&oefn questions. 

^1. Cross section of a stone to be formed into a window silL 



284 NOTES ON BUILDING CONSTRUCTION. 

Draw, to a scale of \, the finished cross section, at the centre, 
showing it weathered, throated, and grooved for a metal tongue. 

(11.) 
^2. Gross section of six courses of a 2^ brick wall built in English bond. 
Draw, to a scale of an inch to a foot, making any alteration 70a 
may think necessary. (11.) 

"^3. A and B are sections through a wooden floor girder and a bridging joist. 
Draw, to a scale of ^, two cross sections of the girder, showing the 
joist notched to it in the one case, and cogged to it in the other. 

The cogged joint to be marked C, and the notched joint 
N. (11.) 

"^4. A is the section of a stone string course. £ is a part cross section of a 
coursed rubble wall built of a thin-bedded stone occurring in layers of 
from 4" to 8" thick. 

Draw B to a scale of 1^'' to a foot, showing the stones, and inserting 
the string course at a. (11.) 

5. Explain by sketches the following terms : — 
Return or staff bead. 
Rebated and beaded boards for partition. 
Shouldered or tusked tenon. 0-^-) 

*Q, Elevation of a 9-inch arch ring, over an opening in a brick wall built 
in Flemish bond. Span of arch 6', and rise 12". 

Draw, to a scale of ^' to a foot, showing four courses of the arch 
bricks at A, and four courses of the wall bricks at R 
*7. Drawing of a stone template to carry the end of. a cast-iron girder 10" 
deep, with flanges 1 J" x 8" and f " x 3". 

Draw the girder, \ full size, in cross section, showing the 
template in elevation. (12.) 

8. Draw, to a scale of ^, line diagrams showing the difference between a 
wooden king-post and queen-post roof truss ; one for a span of 36', 
and the other for a 24' span. 

Write their names against the different members. (13.) 

*9. Section through a portion of a slate roof divided by a party walL 

Draw to a scale of ^y showing the slates, with two different methods 
of using lead to form a water-tight joint between them and the 
walL 

The thickness of the slates should be exaggerated, and the section 
should pass through a lap. (13.) 

"^10. A is a plan of a roofing slate. 

By what name is this sized slate known ? 

B is a plan of the ends of 6 common rafters at the eaves of a roof. 
Draw B, to a scale of ^" to a foot, adding 9" slate boarding, a tilting 
fillet, and slates, as A, laid to a 4" lap. 

Put 6 slates in width in the doubling eaves course, and one less in 
each of the 4 following courses. 

The nail holes where exposed to show centre nailing. (13.) 

11. Draw, to a scale of -^, a vertical cross section through the joint between 
the king post and the tie beam, the latter being 11'' x 6", in a timber 
roof truss. 

Show the full details of the stirrup iron, etc, before tightening 
up. (14.) 
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'^'12. Plan of part of a stone stair. 

Draw, to a scale of f to a foot, a section through A — A, showing 
square steps with rebated joints, a 6'' rise and moulded nosings. 
Also a section through B — B. (16.) 

*15. Plan of part of a first-floor room in a dwelling-house, the boards being 
carried on common joists 10'' x ^Y'» trimming joists and trimmers 
10" X 3". 

Give, to a scale of J" to a foot, a vertical section through A — ^A, 
showing a brick trimmer arch and a lath and plaster ceiling below. 

(16.) 
14. Qive, to a scale of \^ a horizontal section through one jamb of an entrance 
doorway to a dwelling-house, the outer walls being 18" brickwork 
with chamfered stone quoins to openings. 

The following to be shown : — 
Inner face of wall plastered flush with door frame. 
Single architrave to door frame. 
Hanging style of door 6" x 2 J". 
Panel (part only) bead flush and moulded at back. (16.) 



i88g. 

First Stage or Elementary Examinatioii. 

Instructions. 

Bead the Creneral Instructions above. 

You are only permitted to attempt zwen questions. 

*1. Plan of the angle of a brick building built in Engli^ bond. 

Draw, to a scale of J" to a foot, showing the joints of the bricks by 
single, lines. (110 

*2. Sketch, showing the end of a beam to be connected with a similar one 
by an ordinary scarfed joint. 

Give a plan and elevation of the joint to a scale of 1" to a foot 

(U.) 
3. Explain by sketches, or otherwise, the following terms : — edges shot — 
ploughed, tongued and V-pointed — mortised and housed. (11.) 

*4. Section of a stone wall built of coursed, flat-bedded rubble. 

Draw, to a scale of |" to a foot, showing the stones in the wall, 
including two f bond stones, and adding a flush stone coping, weathered 
at top. (11.) 

^5. Vertical cross section through the joints of a stone landing. 

Draw, to a scale of -j^, showing at A a rebated joint, and at B a 
joggled joint (1 1.) 

*6. Single line section of a cast-iron girder, 10" x 4" x 15" deep. 

Taking the thickness of the top and bottom flanges at 1 J" and 1" 
respectively, draw its section \ full size, and state how such a girder 
ought to be used. (12.) 

7. Draw, to a scale of J, cross sections of the joints you would use in the 
lead gutter of a roof, to connect the ends of the sheets together. (1 2.) 
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*8. Elevation of the back of a framed and braced door. 

Draw, to a scale of \' to a foot^ making any alteration yon think 
advisable, and filling in with rebated and beaded battens. Only the 
joints in connection with the hanging style to be dotted in. (13.) 
9. Qive, to a scale of f " to a foot, sections across a few floor boards showing 
the construction of — 

A single floor with 1^'' boards, rebated and filleted. 
A double floor with 1^" boards, grooved and tongued. (13.) 

'^lO. line diagram of an iron roof truss. 

Draw, \ full size, an elevation of the joint at the head of the truss 
the members consisting of T irons 2^'" x 2^" x \' and two bars 2^" x 

i". (13.) 

11. Draw, to a scale of 3' to an inch, a cross section through a wooden roof 

over a 16' span, showing — 

Rafters, 4" x 2". 

Collar, 4 J" x 2", half-way up. 

Ridge piece, 7" xir. 

Wall plates, 4" x 2 . 

Brick walla, 14^ 

The rise to be ^ span, and the rafters not to be weakened in 
connecting the collar to theuL 

12. Draw, to a scale of \y a cross section through a lead gutter at the 
back of a chimney shaft, showing all the details of construction, the 
rafters being 4" x 2", carrying Countess slates (3 courses to be shown) 
on I" boards. (16.) 

*13. Elevation of a 4 J" trussed partition, to be constructed out of 9" x 3* 
and 9' x 2" deals. 

Qive its elevation, to a scale of 3 feet to an inch, writing against 
them the names and scantlings of the different members. (16.) 

*14. Horizontal section through a window 1' 8" x 2' 6", to be fitted with a 
casement sash, hung to a solid frame and opening inwarda 

Draw a vertical section through A — A, to a scale of 1^" to a foot, 
showing a stone head and sill, a 1^" window board, and a 2" sash, 
which must be weathertight (16.) 

i8go. 

First Stage or Elementary Examination. 

iNBTRUOnONS. 

Read the General Instructions above. 

You are only permitted to attempt Mven questions. 

*1. Plan A represents one course at the end of a brick wall built in Flemish 
bond. 

Draw to a scale of 1'' to a foot, making any alteration you think 
necessary. Also draw plan B, showing the arrangement of the bricks 
in the next course. (11.) 

2. Give a sketch elevation showing a portion of a stone wall built of 
squared rubble worked up to courses. (11.) 
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*3. Eleyation showing two 13" square balks of timber halved together. 

Draw the joint to a scale of }" to a foot, but showing it tabled and 
secured by hard wood wedges, without any bolts. (11.) 

'^^4. Flan of a beam cogged on to a wall plate. 

Qiye a section through a a to a scale of 1" to a foot. (11.) 

*5. Elevation of a stone arch. 

Draw to twice the scale, and write on it the names of all the 
different parts of the structure. (11.) 

6. Explain by aid of sketches the meaning of the following terms : — 
wood plugs, lead dots, double quirk bead, wood lintel. (12.) 

"^7. Parts of a roof truss. One member of each kind being given. 

Draw the truss to a scale of 4 feet to an inch, writing down the 
name of the truss and of its different members, including any iron- 
work. (12.) 
*8. Plan of part of an 18" brick wall built in English bond, showing also 
the width of the bottom course of footings. 

Draw the plan, to a scale of f " to a foot, filling in the bricks in the 
18" course only. 

Draw a vertical section through A A, showing the arrangement of 
the bricks in the footings, no offset to be more than a \ brick. 

(13.) 
9. A cast-iron cantilever is 10'^ in depth, and its flanges are respectively 
4"x|"and8"xli^'. 

Draw its section in position, one-third full size. (13.) 

*10. Horizontal section through a 4-panelled door, 7' high. 

Draw its outside elevation, and a vertical section through a a, to 
a scale of ^" to a foot, showing the top panels bead butt, and the 
bottom panels bead flush. (13.) 

11. Draw, to a scale of 1^" to a foot, a section through the eaves of a roof, 

showing 4 J* x 2" rafters, with 3" x 1'' battens, carrying 24" slates. 
Show four courses of slates, centre nailed, and laid to a 4" lap. 

(14.) 

12. An iron roof truss over a 24 ft span consists of tee iron principals 

3"x2j"x|", two angle iron struts, l^"xli"xf", and 5 tension 
rods of ^" diameter. 

Draw the elevation of about half the truss, to a scale of two feet to 
an inch. (15.) 

13. Draw a cross section, to a scale of 1" to a foot, through an 8" lead 
gutter with step-flashings, formed at the end of a boarded and slated 
roof butting against the brick wall of another building. Also show 
the step-flashings in elevation. (16.) 

14. Draw a vertical cross section, to a scale of 1^" to a foot, through the 
foot of a wooden king post, and a tie beam 5" x 11", showing all the 
details of a stirrup iron f " thick, properly wedged up with gibs and 
cotters. (16.) 
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Abutanent cheeks of tenon, 67 
„ circular, 73 

Abutments of arches, 4 

Angle bead, 236 
„ irons, 111 
„ laths, 195 

Angles in brickwork, 27 

Apertures in walls, 9 

Apex stone, 65 

Apron lead, 221, 222 

Arches, 3 ; ashlar, 47 ; axed, 29 ; 
brick, 28 ; centre for, 47 ; differ- 
ent forms of, 6 ; Dutch or French, 
32 ; gauged, 29 ; inverted, 7 ; 
names of parts, 3 ; over openings 
in external widls, 30 ; over open- 
ings in internal walls, 32 ; rough 
cut, 29 ; rabble, 47 ; relieving or 
saving, 7, 52 ; stone, 47 

Architraves, 52, 247, 264 

Arris, 41, 237 

Ashlar arches, 47 ; masonry, 38, 40, 
42 ; hammer-dressed, 46 ; facing, 
46 ; walls, 42 

Axed arches, 29 

B 

Back of an arch, 3 

boxing, 272 

lining of sash frame, 264, 272 

of rafters, 7 1 

of slates, 207 
BaU tacks, 227 
Bale tacks, 227 
Balustrade, 8, 55 
Band, 1 

Barred door, 247 
Barrel bolts, 280 
Bars, 247 
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Bat, 14 ; three-quarter bat, 15 

Bats, lead, 220 

Battens, 153, 167, 264 ; slating, 207 ; 

tilting, 153, 211 
Batter, 13 
Baulk, 156 
Bay, 125, 159, 166 
„ windows, 263 
Bead butt, 245 ; flush, 244 
Beaded joints, 239 
Beads, different kinds, 236 
Beam and post joints, 74 ; beam and 
strut joints, 74 
„ with deep trussing, 101 
Beams, built up, 96 ; flitched, 98 ; 

indented, 97 ; iron, 127 ; joggled, 

96 ; keyed, 96 ; sandwich, 98 ; 

trussed, 99 • 

Bed of slates, 207 

„ plug, 48 
Bell tacks, 227 
Belt rail, 250 
Berge, 223 

Bevelled halving, 64 ; heading, 137 
Binders for floors, 121, 124, 125 ; for 

roofs, 153 
Binding joists, 124 ; scantlings of, 

144 ; rules for scantling of, 145 
Birdsmouth, 7, 75, 168 
Block in course, or blocked course, 

46 
Blocking course, 8, 55, 153 
Blown joint, 234 
Board eaves, 211 

„ windows, 264, 276 
Boarding of floors, 121 

„ of roofs, 163, 159, 167 

„ match, 238 

„ sound, 132 
Bolection mouldings, 246 
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Bolts, 79 

Bond, general remarks, 1 ; of brick- 
work, 14 ; dog's-tooth, 39 ; Eng- 
lisli, 16 ; Flemish, 21 ; heading, 
16 ; of masonry, 41 ; stretching, 
16 

Booms, 111 

Border, oak, 125 

Bossed np, 227 

Bottle-nosed drips, 220 

Bottle-nosing, 219 

Bottom panel of door, 250 

„ raU of door, 250 ; of sash, 

264 
„ runner, 149 

Bound, 243 

Box girders, 112 ; gutter, 227 

Boxed frames, 264, 270 

Boxes, drip, 230 

Brace and tie joints, 75 

Braces, 148, 164, 247 

Bracket, 264, 275 

Brads, 236 ; flooring, 139 

Branched straps, 81 

Brandering, 143 
. Breeze for concrete lintels, 1 1 

Bressummers, 11, 103 

Brick-nogged partition, 146, 152 

Bricks, concrete,' 12 
pallete, 12 
size of, 13 
wood, 11, 247 

„ substitutes for, 12 

Brickwork, general remarks on, 13; 
joints for, 13 ; terms connected 
with, 12; bond of, 14 ; gauged, 28 

Bridged gutter, 227 

Bridging joists, 121, 130 ; scantlings 
of, 1 43 ; rules for scantling of, 145 

Bridle, 133 ; Bridling, 132 
„ joints, 73 

Brimstone, 48 

Broken joint floors, 138 

Building masonry, precautions in, 38 

Burning in lead, 220 

Butt joints, 89, 92, 135, 238 
„ hinges, 280 

Button rivets, 86 
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Calf, 63 
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Camber arch, 7 

Cantilever, 103, 169 

Cap, 54 

Capital, 54 

Capping, 264 

Carpentry, joints and fastenings in, 

57, 121 
Case bay, 125 

Cased frames, 264, 276 ; parts of, 272 
Casement windows, 277 
Cast-iron cantilever, 103, 108 ; eleva- 
tion of, 106 
girders, 103-109 
heads, 82, 187 
shoe, 81, 188, 260 
strut, 176 
Caulking, 66, 85, 221 
Ceiling joists, 121, 141, 153, 168 ; 

rules for scantling of, 145 
Cement filleting, 233 
Centering for concrete arches, 120 
Centre for arch, 47 
Centres, 118 ; easing, 119 : laggings, 

119 ; ribs, 119 ; turning pieces, 

118; scantlings for, 120 
Cesspools, lead, 230 
Chain and barrel fastenings, 280 

n riveting, 90 
Chamfer, stop, 237 
Chamfered panel, 245 
Chamfering, 41, 237 
Chase, 1 

Chase-mortise, 73, 141 
Check, 135 
Cheek plates, 182 
Cheeks of mortise, 67 
Cheese-head rivet, 86 
Chimney apron, 222 
Circular joints^ 73 
CiBtems, 233 
Cleading, 119 
aeats, 153, 165, 194 
Clinch, 220 
Clips, 227 
Closers, 15 

„ queen, 15 

„ king, 16 
Club-skew, 54 
Cocked bead, 236 

„ and fillet, 236 

Cogging, 66, 129 
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Collar-beam, 153, 155, 174 
Common dovetail joints, 240 
joists, 121, 130 
partitions, 146, 147 

„ rafters, 153, 159, 166, 183 
Concrete bricks, 12 ; lintels, 11 
Conductors, 231 
Consoles, 169 
Contract drawings for iron roofs, 196- 

205 ; for plate girders, 115 
Cope, 7 
Copings, 7 

brick, 35 
stone, 53, 54 
Copper-bit joint, 234 
Corbelling, 9, 37 
Corbels, 53, 129, 153 
Core, 53 
Corking, 66 
Cornice, 8, 153 

„ brick, 36 

„ masonry, 38, 55, 56 
Corrugated-iron arched roof, 179 
Cottered joints, 191 
Cotters, 162, 191, 192 
Countersunk rivets, 86 
Countess slates, 208, 213 
Couple roof, 154 
Couple-close roof, 155 
Coupling boxes, 192 
Course, 14 
Coursed ashlar, 42 ; header work, 45 ; 

rubble, 45 
Courses, brickwork, depth of, 14 
eaves, 8, 37, 53 
lacing, 46 
string, 37, 53 
Coursing joints of arches, 6 
Cover of slates, 207 
Cover - flashing, 222 ; in separate 

pieces, 225 
Coverings for iron roofs, 195 
Cramps, metal, 49 
Creasing, 36 
Cross bars, 247 

garnet hinges, 280 
tailed hinges, 280 
„ grooving, 238 
Crown of arch, 3 
Cup-ended rivets, 86 
Cupple, 154 
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Current, 215 
Curved ribs, 96, 97 

D 

Deafening, 132 

Depth of courses in brickwork, 1 4 

Designing iron roofs, 195 

Discharging arches, 7 

Dog-ear joints 227 

Dog's-teeth, 36 

Dog's-tooth bond, 39 

Dooks, 11 

Door frames, 260 
„ jambs, 51 
„ sills, 10 
„ studs, 148 

Doors, 246 ; framed and braced, 249 ; 
furniture of, 279 ; ledged, 247 ; 
ledged and braced, 248 ; method 
of putting together, 252; pan- 
elled, 250 ; sliding, 260 

Dots, lead, 221 

Double floors, 121, 124 
„ margined doors, 258 
„ notching, 65 
„ quirked bead, 236 
„ riveting, 90 
„ shoe for struts, 82 
„ tenons, 69, 241, 253 

Doubles, 213 

Doubling, 223, 233 

„ eaves course, 211 

Dovetail halving, 65 

joints, 64, 240 
notch, 66 
tenon, 70 

Dovetailed slip feathers, 239 

Dowelled joints, 48, 137, 238 

Down-comers, 231 

Down pipes, 232 

Draft, sunk, 50 

Drafted margin or draft, 40 

Drawboring, 78 

Dressings, 50 

Drilled holes, 94 

Drip boxes, 230 

Drips, 216, 219 

Dry rubble, 45 

Duchess slates, 168, 195, 213 

Dutch arches, 32 

Dwangs, 131 
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Dwarf wallfl, 123 


Flashings, 221 | 


Dykes, 1 


»> 


cement, 233 


E 


w 


lead, horizontal, and rak- 


Fais, 193 




ing, 223 


Easing the centre, 119 


n 


lead, substitutes for, 233 


Eave«, 167, 169 


ft 


skeleton, 225 


„ corbels, 169 


n 


stepped, 224 


„ coarse, 8, 37, 53, 211 


Flat roof, 153 | 


Edge hinges, 280 


Flats, 


215 


„ rounded, 236 


Flemish bond, 21 


Edges, shot, 135 




„ double, 22 


Ekings, 142 




„ double, with false 


Elliptical arch, 6 




headers, 22 


Empresses, 213 




„ single, 23 


English bond, 16 




„ comparison with Eng- 


„ i, with broken transverse 




lish, 25 


joints, 20 


Flint rubble, 45 


„ „ compared with Flem- 


Flitch beams, 98 


ish, 25 


Flooring, naked, 121 


„ „ inferior forms of, 25 


Floors, classification, 121 


„ rooifs, 184 


j> 


double, 121, 124 


Equilateral arch, 6 


» 


folded, 139 


Escutcheon, 279 


n 


framed, 121, 125 


Espagnolette bolt, 281 


» 


general remarks, 140 


Extrados of arch, 3 


» 


girders, 127 




)> 


ground, 123 


F 


n 


in two thicknesses, 139 


Face of arch, 3 


}) 


joists, 130; do., ceiling, 141 


Fanlights, 268 


>» 


names of parts, 121 


Fascia, 153 


1) 


of short timbers, 141 


^ „ board, 169 


i> 


parquet, 141 


Fastenings in carpentry, 58, 77 


n 


pugging, 132 


Feather, slip, 238, 242 


»> 


single, 121, 123 


Feather-edged coping, 54 


j> 


strutting, 131 


Fender walls, 124 


» 


templates, 130 


Fielded panel, 245 


» 


trimming, 132 


Filletings, 233 


99 


upper, 123 


FiUets, 121, 141, 264 


91 


Victoria, 139 


„ slate, 212 ; cement, 233 


)> 


wall plates, 129 


FiUet-tilting, 153, 211 


Floor boards, 135 


Fillistered joint, 135 




„ nailing, 139 


Fillistering, 138 


Flushed joint, 41 


Finger-plates, 279 


Flush bead, 236 


Firrings, 121, 142 


w 


panel, 244 


Fishing, 58, 59 


99 


bolt, 280 


Fish-joints, 89 ; pieces, 59 


Folded floors, 139 


„ plates, 59, 61 


Folding doors, 256 


Fixing cased frames, 277 


Footings, generally, 7 


Fixing lead to masonry, 220 


>i 


in brickwork, 34 


Flanges of girders, 103 


Forked heading joints, 138 


Flanks, 216 


Foxing, 275 



INDEX. 



295 



» 



n 



>» 



Fox- wedging, 76 
Frame, Door, 247, 260 
Window, 264 

„ cased, 270, 276 
„ solid, 264, 270 
Framed and braced door, 249 
„ ledged door, 248 

Framed floors, 121, 125 
„ gutter, 227 
„ partitions, 148-150 
„ roofs, 1J33 
Frames, cased, 264, 276 ; fixing, 277 
Framing in joinery, 243 
Franking, 267 
French arches, 32 

„ windows, 277 
Frieze rail, 250 
Furniture, 279 
Furrings, 121, 142 

G 

Oalleting, 46 
Gathering over, 9 
Gauge of slating, 207, 213 
Gauged brickwork, 28 
General remarks on ashlar masonry, 

40 
brickwork, 13 
carpentry, 57 
floorboards, 138 
floors, 140 
masonry, 38 
panelling, 243 
partitions, 146 
plate girders, 

128 
rubble masonry, 

42 
scarfing, 60 
„ „ walls, 1 

Gibs, 162, 191 

Girders, 103, 121, 125, 127; box, 
11 2 ; cast-iron, 103 ; plate, 
110, 128 ; securing the 
ends of, 113 ; wrought- 
iron, 110, 115 
„ scantlings of timber, 144 
„ rules for scantling of timbers, 
145 
Gothic arch, 5 
Groined arches, 6 



» 



)» 



n 



» 



n 



}> 



» 



99 



» 



» 



» 



» 



» 



j> 



» 



>9 



l> 



>» 



>» 



»» 



Grooved and tongued joints, 49, 135, 
136, 236 

„ panel, 245 
Grooving-plough, 238 

„ cross, 238 
Ground floor, 123 
Grounds, 247, 264 
Grouped joints, 93 
Gusset plates, 182 
Gussets, 112 
Gutter, 153, 169, 227; bearer, 153, 

227 ; box, 227 ; bridged, 227 ; 

eaves, 231 ; framed, 227 ; iron, 

231 ; lead, 227 ; middle, 216 ; 

parallel, 227 ; plate, 153, 228 ; 

stone, 230 ; trough, 227 ; V, 227 ; 

valley, 231 ; zinc, 231 

H 

Half-slating, 214 
Halving, 64 

„ bevelled, 64 
„ dovetail, 65 
Hammered rivet, 86 
Hand-riveting, 83 
Haunches of arch, 3 
Haunching, 241 
Head of slates, 207 
Headers, 2, 14 
Heading bond, 16 

joints of arches, 6 

„ floors, 137 
courses in brickwork, 14 
Heads, door and window, 9 
iron roofs, 187 
or crowns, 187 

of door frame, 260 ; of sash 
frame, 264 
Herring-bone strutting, 131 
Hinges, 247, 264, 279, 280 
Hips of roofs, 173, 212, 232 
Hollow nosing, 219 

„ rolls, 218 
Holt's roofs, 176 
Hook hinges, 280 
Hoop iron bond, 27 

„ „ tongues, 239 
Horn of tusk tenon, 68 
Horns of door frame, 253, 261 ; of 
cased frames, 277 ; of sashes, 265 
Housing, 70, 242 
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Imperial Blates, 213 
Impost of arches, 4 
Inbond, 2, 41, 51 
Incomes, 9 
Inside bead, 264, 274 

„ lining of sash frames, 264, 272 
Intake, 8 
Intertie, 149 
Intrados of arch, 3 
Inverted arches, 7 
Iron beams, 127 
„ flitches, 98 
girders, 103 
roofs, 178 
„ classification of, 178 

contract drawings for, 196 
corrugated, arched, 179 
gutters, 231 
parts of, 186 
principal rafters, 186 
queen-rod, 184 
scantlings for, 206 
straight rafters, 181 
tie rods, 190 
„ „ trussed-rafter, 181 
„ straps, 151 

„ trusses, forms for, 180, 181, 184 
„ „ parts o^ 186 

Ironwork built into masonry, 40 



Jambs in apertures generally, 9 

of arches, 4 

in brickwork, 33 

in masonry, 52 
„ of window and door openings, 3 3 
Jib doors, 260 
Jib& 5m Gibs 
Joggle, 49 
Joggled beam, 96 

„ joints, 49, 70 
Joinery, framing, 243 ; joints of, 238 
Joints, 13, 58, 233 

butt, 89, 92, 135 

dog-ear, 227 

flushed, 41 

heading, 137 

in compression, 92 
„ in floor-boards, 135-138 
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Joints in joinery, 238-243 ; for lead 
pipes, 233 
„ plain, 135 
„ rebated, 50, 54, 135 
„ riveted, 88 
„ saddled, 55 
„ special, 50 
„ in sheet lead, 217-220 
„ water, 55 

and connections in carpentry, 5 7 
„ „ nuisonry, 47 

Joists, bridging, 121, 130 
ceiling, 121, 141 
common, 121, 130 
trimming, 121, 132 
Jump joints 90 

Junction of a brick and a stonewall, 28 
„ of two brick walls, 27 
„ of walls at right angles, 27 



K 
Kerf, 63 

Key strutting, 131 
Keyed beam, 96 
Keys, 58, 77, 162 
Keystone of arch, 4 
Kicking strap, 80 
King-closer, 15 
King bolt, 163, 192 

„ „ roof, 173, 174 

„ piece, 163 

„ post^ 153, 158, 163 

„ „ roo^ 153, 158 ; parts of, 
161 ; scantlings of, 171 ; 
truss, 158 

„ rod roof, 157, 173, 181 

„ tie, 153 
Kneeler, 54 

L 

Lacing courses, 46 
Ladies slates, 208, 213 
Laggings, 119 
Laid in bead, 236 
Lanterns, 195 
Lap dovetails, 240 

„ joints, 58, 88, 91 

„ of slates, 207 
Lapped joints, 219 
Lappets, 227 
Lapping, 58 
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Latches, 247, 279 
Lotchet, 218, 227 
Lathing, 121 
Laths, 264 
Laying slates, 208 

„ sheet lead, 215 
Lead bats, 220 

cesspools, 230 

cisterns, 233 

dots, 221 

flashings, 221 ; substitutes for, 
233 

gutters, 227 

pipes, joints for, 233 

ridges and hips, 232 

sheet, in masonry joints, 41 
Lean-to, 154 
Ledged doors, 247 

„ and braced doors, 248 
Ledges, 247 
Length of arch, 4 
Lifts, 280 

limit of elasticity, 68 
Linings, 239 
Lintel course, 9 
Lintels, concrete, 11, 264 
„ stone, 52, 264 
„ wood, 11, 82, 264, 276 
Lock, 247, 279 
„ rail, 250 
Lower panel, 250 

M 

Machine riveting, 84 

Malm cutters, 28 

Marchionesses, 213 

Margin, drafted, 40 

Mai^gin of slates, 207 

Masonry, classification, 38; arches, 47; 
bond of, 39, 41 ; joints and connec- 
tions, 47 ; ashlar, 40 ; rubble, 42 

Match-boarding, 238 

Meeting rails, 264, 265 

Metal connections for masonry, 48 

Middle gutter, 216 

Middle rail, 250 

Mitred dovetail joints, 240, 242 

Mixed roofs, 178 

Mortise, 67 

„ chase or pulley, 73 



Mortise and tenon joints, 67, 240 

Moss, 132 

Moulded and flat panels, 244 

Mouldings, 236 

Mounter, 250 

Munting, 250 

Muntins, 243, 250 

N 

Nails, 78 ; slating, 211 
Nailing floor boards, 1 39 

„ secret^ 140 

„ slates, 209 
Naked flooring, 121 
Natural bed of stone, 38 
Necking, 9 
Neutral axis, 68 
Nogging pieces, 148, 152 
Norfolk latch, 279 
Nosings, 218, 236 
Notching, 65, 141 



Oak sill, 264 
Oblique arch, 6 

„ tenon, 70 
Oncomes, 9 
Open slating, 214 
Oriel windows, 263 
Ornamental slating, 214 
Outbond, 2, 41, 51 
Outside lining of sash-frames, 264, 

272 
Overcloak, 217 
Overflow-pipes, 229 



Pallete bricks, 12 
Pallets, 12 
Panelled doors, 250 

„ „ different descriptions, 

255 
Panelling, 243 ; different kinds of, 

244 ; names for, 244, 245 
Pan-head rivet^ 86 
Parabola, 106 
Parabolic arch, 6 
Parallel coping, 54 ; gutter, 227 
Parapet wall, 8, 56, 153 
Parquet floors, 141 
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Parting bead, 264, 272 ; parting slip, 

264, 274 
Partitions, 146 ; brick-nogged, 152 ; 
common, 147 ; framed, 148 ; 
quartered, 146 
Pedestals, 56 
Pelleting, 140 
Penduliun slip, 274 
Perpends, keeping the, 13 
Piers of arches, 4 
Pinhole of mortise, 67 
Pinning, 69, 77 
Pipes, lead, joints for, 233 
Pitch of roofs, 154, 195; of rivets, 87 

„ of slating, 207 
Plain joints, 135, 238 
Planceer, 169 
Planted bead, 236, 245 
Plastering, 121, 264 
Plate girders, 110, 128 
Plates, 79 

fish, 59, 61 
pole, 153, 159, 167 
tie-beam, 82 

wall, 11, 121, 129, 153, 159, 
161 
Plinth, 4, 8 

„ rusticated, 42 
Plough grooving, 238 
Ploughed and tongued joint, 136, 239 
Plugs, bed, 48 
„ lead, 50 
„ wood, 12, 31, 247 
Plumbers' work, 215 
Pockety 275 ; pocket-piece, 264, 275 
Pointed arches, 6 
Pole plate, 153, 159, 167 
Polling, 46 

Polygonal or rustic rag-work, 46 
Popples, 46 

Post and beam joints, 74 
Posts, of partitions, 148; king, 163 
Preparing and laying slates, 208 
Princess slates, 213 
Principal posts of partition, 148 
rafters of wooden roofs 
153, 165 
„ of iron roofs, 186 
Proper ledged door, 247 
Pug-boarding, 132 
Pugging, 121, 122, 132 
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Pulley, 264 

mortises, 73 

style, 264, 272 
Punched holes for rivets, 93 
Purlin for wooden roofe, 153, 159, 166 

„ iron roofs, 194 
Purlins, wooden, 195 
Putty, 28, 40 

Q 

Quadruple riveting, 90 
Quarry face, 50 ^ 

Quartered partition, 146 
Quarterings, 148 

„ double, 148 

Quarters, 148 
Queen-bolt^ 192 

„ „ roof, 176 

„ post roof, 169, 171, 172 

„ rod roo^ 176, 184 

„ slates, 213 
Queens, 213 
Quirk, 236 
Quirked bead, 236 
Quoins, 7, 35, 50 

„ rusticated, 42 ; second, 51 

„ squint, 7 

B 

Rabbeting, 135 
Rafters, 153, 165, 166, 175 
Eaglet, 55, 220 
Raglins, 141 
Rag slates, 213 
Rails, 243, 247, 250 
„ names of, 250 
Rain-water pipes, 231 
Raised panel, 245 
Raking flashings, 223 
Re-entering angles in brickwork, 27 
Rebated joints, 50, 54, 135, 239 
„ grooved and tongued joint 
135, 138 
Reed-flush, 245 
Reeding, 236 
Rendering, 213 
Return bead, 236 
Reveals of opening, generally, 10, 262 

n )) in brickwork, 33 

Rhones, 231 
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Bibs, 119 ; built, 97 ; laminated, 97 
Ridge courses, 211 

piece, 153, 159, 166 
pole, 166 
roll, 166 
„ stone, 55 
Bidges, 232 
Ridging slate, 212 

„ tile and pottery, 212 
Rim lock, 279 
Ring courses of arches, 6 
Rise of arch, 4 
Rivet holes, 93 
Riveted joints, 88 
Riveting, 83-90 ; causes of failure, 

95 ; cold, 85 
Rivets, different forms of, 85 ; heating, 
94 ; pitch of, 87 ; proportions 
of, 87 
Rolled-iron wall plates, 130 

„ wrought-iron beams, 110 
Rolls, lead, 216, 217 
Roofs, collar-beam, 155, 174 
„ couple, 154 
„ couple-close, 155 
„ flat» 153 

„ king-post, 158, 160, 171 
„ king-rod without struts, 157, 

181 
„ lean-to, 154 
„ timber, 153 
„ „ parts of, 153 

„ „ scantlings of, 171 

„ wood and iron, 173 
„ king-bolt, 173 
„ queen-bolt, 176 
,, trussed rafter, 175 
„ with ceilings, 172 
„ without ceilings, 172 
„ iron, 178 

„ corrugated, arched, 179 
„ scantlings for, 205 
„ straight rafters, 181 
„ trussed rafters, 181, 184 
Root of tenon, 67 
Rough-cut axed arches, 29, 264 
Round joint, 234 
Rounded edge, 236 
Rubbers, red, 28 

Bubble masonry, 38, 42 ; different 
kinds of, 42-47 
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Rubble arches^ 47 

Rustic or polygonal rag-work, 46 

Rules for scantlings, floor timbers, 145 

Runs, 231 

Rybates, 52 

S 

Saddleback coping, 54 

Saddle-stone, 55 

Saddling joints, 55 

Sagging, 122, 130 

Salient angles in brickwork, 27 

Sandwich beam, 98 

Sarking, 167 

Sashes, 264-270 

double hung, 265, 276 
fixed, 265, 268 
methods of arranging, 265 
on centres, 268 
single hung, 277 
„ sliding, 269 
Sash bars, 264, 266 
„ doors, 258 
„ fastener, 280 
„ line, 264, 274 
„ weights, 264, 274 
Saving arch, 7, 52 

Scantlings for centres, 120; collar- 
beam roof, 157 
couple-roof, 155 
door frames, 262 
floor timbers, 143 
iron roofs, 205 
partitions, 151 
sashes, 267 
trimmers, 133 
trimming joists, 132 
„ wooden roofs, 171 
Scarcements, 7, 34 
Scares, 60 
Scarfing, 60 

„ wall-plates, 63 
Scarfs, 60 

„ keys in, 7 7 
Scheme arch, 6 
Screws, 78 
Scribing, 243 
Scuntions, 52 
Seams, 219 
Second quoins, 5 1 
Secret dovetails, 240 
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Secret nailing, 140 
Segmental arch, 6 

„ £Gu;e arch, 30 
Semicircular arch, 6, 31 
Shearing, 91 
Sheet-lead, 215 

cesspools, 230 
cisterns, 233 
flashings, 221 
for foot of door frame, 260 
gutters, 227 
laying, 216 
nosings, 218 
ridges and hips, 232 
rolls, 216 
seams, 219 
„ valleys, 233 
Shivers, 43 

Shoe for foot of rafter, 82 
Shoes, iron, 81, 188, 260 
Shooting, 237 
Shot edges, 135 
Shouldered tenon, 68 
Shouldering slates, 212 
Shoulders of tenon, 67 

„ of tusk tenon, 68 
Side timbers, 165 
„ wavers, 165 
Sill, 10 
„ course, 9 
„ door, 260 

of partition, 149 
window, 61, 264, 274 
Single floors, 121 

„ riveting, 90 
Singles, 213 

Sizes of floor timbers, 143 
„ roof timbers, 169 
Skeleton flashing, 226 
Skew arch, 6 

„ corbel, 64 
Skewback, 4 
Skirtings, 264 
SkyUght, 195 
Slate dowels, 48, 260 
„ fillets, 212 
„ slabs, 214 
„ ridging, 212 
Slates, 163, 207 
„ large, 214 
Slating, 207 
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Slating eaves and ridge courses, 211 

felt^ 213 

gauge, 208 

for iron roof, 212 

half, 214 

lap, 208 

nailing of, 209 

names of parte, 207 

open, 214 

ornamental, 214 

pitch, 207 

preparing and laying, 208 

rendering, 213 

ridging, 212 

shotddering, 212 

sizes and weighte of slates, 213 

torching, 213 
Sleeper walls, 123 
Sliding doors, 260 
„ sashes, 269 
Slip feathers, 238, 239, 242 

„ joint, 1 ; slips, wood, 12 
Smalls, 213 
Snap rivets, 86 
Snapped flint work, 46 
Snecked rubble, 44 
Snecks, 44 
Soakers, 226 
Socketo, iron, 81 
Soffit, 3, 153, 169 
Solder dots, 221 
Sole, 10, 1 49, 270 
Sole rail, 250 
Solid door frames, 260 

window frames, 264, 270 
panels, 244 
Sound-boarding, 132 
Spall, 41 
Span of arch, 4 
Spandnls of arch, 3 
Spars, 66 

Special jointo in masonry, 50 
Spikes, 78 
Splayed heading, 137 

„ jointe, 10 
Spouting, 231 
Springers of arches, 4 
Springing of arch, 3 

„ line of arch, 3 
Square headings, 137 

„ and flat panels, 244 
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Squared rubble, 44 
Squint quoins, 7 
Stack pipes, 231 
Staff bead, 236 

„ rivets, 86 
Steel rivets, 87 
Stepped flashing, 224 
Stiffening studs, 148 
Stilted arch, 6 
Stirrup, 81, 127 
Stock locks, 280 
Stone arches, 47 

„ gutter, 230 

„ lintel, 264 

„ sill, 264 
Stop, chamfer, 237 
Straight arch, 6, 31 
joint, 2 

„ floor, 138 
Strap hinges, 280 
Straps, 80, 151 

branched, 81 
heel, 80 

„ kicking, 80 
Strengthening timber beams, 98 
Stretchers, 2, 14 
Stretching bond, 16 

„ courses, 14 
String course, 9, 37 

„ courses of arch, 6 
Strut and beam joints, 74 
Struts, 153, 164 

„ iron, 176, 193 
Strutting, 121, 131 
Stub tenon, 70, 74, 242 
Stuck beads, 236, 246 
Studs, 148 
Stump tenon, 242 
Styles, 243, 247, 250, 264 
Substitutes for wood bricks, 12 
Sunk draft, 50 
Suspending pieces, 75, 164 
„ rods, 192 
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T iron, 187 
Table of T iron, 187 
Tabled joints, 50, 59 
Tabling, 59 
Tailbav, 125 



Tail of slates, 207 

Tassels, 11 

Templates, 11, 121, 130, 153, 161 

Tenon, 67, 240 

„ double, 69, 241 ; dovetailed, 
70 ; haunched, 241 ; 
notched, 70 ; oblique, 70 ; 
stub, 70, 242 ; stump, 
242 ; tusk, 68 
Thorough bonds, 39 
Thrawn, 238 
Three-quarter bats, 15 

„ headers, 39 

Throating, 51, 264 
Thumbat^ 220 
Thumb Utch, 279 
„ screw, 280 
IJe and brace joints, 75 
„ beam, 153, 161 
„ „ plates, 82 
„ joist, 161 

„ rod, 190 ; table of, 176 
Tilting fillet, 153, 211 

„ batten, 153, 211 
Timber beams, 96 
„ girders, 127 
„ roofs, 153 
Tingle, 219, 227 
Tongued heading, 137 

„ joints, 49, 135, 136, 238, 
239 
Too-fall, 154 
Top-beam, 156 
„ lining, 264 
„ rail, 250 
„ „ of sash, 264 
Torching, 213 
Torus, 236 
Transom, 256 
Tredgold*s notch, 66 
Trenailed floor, 130 
Trenails, 78 
Trimmer arch, 133 
Trimmers, 121, 132 

„ size of, 132 
Trimming, 122, 132, 173 
„ joists, 121, 132 
„ size of, 132 
Triple riveting, 90 
Trough gutter, 227 
Trumpet arch, 6 
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Trossed beams, 99 

rafter roof, 175, 181, 184 
scantlings for, iron, 205 

Holt's, 176 
timber girders, 96 

Trasses, iron, 186 

Tubular bricks with wood plugs, 12 

Turning pieces, 118 

Tusk tenon, 68 

Two-leaved door, 256 
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Undercloak, 217 
Union joint, 192 
Upper floor, 123 
Uprights, 148 



V gutter, 227, 229 

„ joint, 237 

,,-jointed panel, 245 
Valleys of roof, 173, 233 
Victoria floors, 139 
Viscountesses, 213 
Voussoirs of arches, 4 

W 

Wall hooks, 220 
pipes, 231 

plates, 11, 64, 121, 129, 153, 
159, 161 
„ scarfing, 63 
thickness of, 14, 157 
Walling, 38 
Walls, general remarks, 1 ; parts of, 
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7, 34 ; battering, 13 ; dwarf, 
123 ; sleeper, 123 
Washers, 79 
Water bar, 51, 264, 279 

„ jointing, 55 
Weather board, 279 
Weathering, 51 
Web, 103, 112, 187 
Wedges, 220, 264 ; greased, 119 
Wedging, 76, 255 

Weight of flooring and partitions, 151 
Weights of sash, 264 
Welts, 219 
Window jambs, 51 

Windows, 263 ; boards, 264 ; frames 
cased, 264, 276 ; frames solid, 
264, 270; parts of, 264; sashes 
for, 265 ; sizes for, 264 
Window sills, 10, 51 
Wind-beam, 156 
Winding of joints, 40 
Wiped joint, 234 
Wood bricks, 11, 247, 264 
built into waUs, 11 
lintel, 11, 264, 276 
plugs, 12, 247, 264 
slips, 12 
Wrought-iron girders, 110-117 

plate joints, 187 
„ shoes, 189 
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Zigzag riveting, 90 
Zinc gutters, 231 
Zinc laying, 215 
I Zinc nails, 211 



END OP PART I. 



PriHttdby R, & R. Clark, Edinburgh 
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